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Foreword 


ONE  of  the  simplest  acts  in  modem  life  is  switching  on 
'  the  electric  current  that  gives  light  or  power,  or  that 
makes  possible  communication  between  distant  points. 
A  child  can  perform  that  act  as  effectively  as  a  man,  so 
thoroughly  has  electricity  been  broken  to  the  harness  of  the 
world's  work;  but  behind  that  simple  act  stand  a  hundred  years 
of  struggle  and  achievement,  and  the  untiring  labors  of  thousands 
of  the  century's  greatest  scientists.  To  compact  the  results  of 
these  labors  into  the  compass  of  a  practical  reference  work  is 
the  achievement  that  has  been  attempted  —  and  it  is  believed 
accomplished— in  this  latest  edition  of  the  Cyclopedia  of  Applied 
Electricity. 

CLBooks  on  electrical  topics  are  almost  as  many  as  the  subjects 
of  which  they  treat,  and  all  of  them,  if  gathered  into  a  great 
common  library,  would  contain  so  many  duplicate  pages  that 
:    their  use  would  entail  an  appalling  waste  of  time  upon  the  man 
;.   who  is  trying  to  keep  up  with  electrical  progress.  To  overcome 
L  this  difficulty  the  publishers  of  this  Cyclopedia  went  direct  to 
the  original  sources,  and  secured  as  writers  of  the  various 
sections,  men  of  wide  practical  experience  and  thorough  tech- 
nical training,  each  an  acknowledged  authority  in  his  work; 
and  these  contributions  have  been  correlated  by  our  Board  of 
Editors  into  a  logical  and  unified  whole. 

<LThe  Cyclopedia  is,  therefore,  a  complete  and  practical  work- 
ing treatise  on  the  generation  and  application  of  electric  power. 


!   •« 


It  covers  the  known  principles  and  laws  of  Electricity,  its 
generation  by  dynamos  operated  by  steam,  gas,  and  water  power; 
its  transmission  aiid  storage;  and  its  commercial  application  for 
purposes  of  power,  light,  transportation,  and  communication. 
It  includes  the  construction  as  well  as  the  operation  of  all  plants 
and  instruments  involved  in  its  use;  and  it  is' exhaustive  in  its 
treatment  of  operating  "troubles"  and  their  remedies. 

CThe  Cyclopedia  is  as  thoroughly  scientific  as  any  work 
could  be;  but  its  treatment  is  as  free  as  possible  from  abstruse 
mathematics  and  unnecessary  technical  phrasing,  while  it 
gives  particular  attention  to  the  careful  explanation  of  in- 
volved but  necessary  formulas.  Diagrams,  curves,  and  practical 
examples  are  used  wherever  they  may  be  helpful  in  explaining 
the  subject  under  discussion. 

C  The  Cyclopedia  is  a  compilation  of  many  of  the  most  valu- 
able Instruction  Books  of  the  American  School  of  Correspond- 
ence, and  the  method  adopted  in  its  preparation  has  been  found 
to  be  the  best  devised  for  the  education  of  the  busy,  prac- 
tical man. 

CA  glossary  of  the  electrical  terms  used  in  this  Cyclopedia 
will  be  found  in  Volume  VII.  The  definitions  are  given  in 
simple  language  and,  where  it  was  thought  desirable,  reference 
has  been  made  to  the  volume  and  page  where  the  reader  may 
find  added  matter  on  the  topic  sought. 

a  Attention  is  directed  to  a  bibliography  of  the  best  literature 
in  Electrical  Engineering,  in  Volume  VII.  No  attempt  has  been 
made  to  exhaust  the  sources  but  merely  to  provide  the  names, 
authors,  and  publishers  of  books  which  would  appeal  to  the 
widest  circle  of  readers. 

C  In  conclusion,  grateful  acknowledgment  is  due  to  the  staff 
of  authors  and  collaborators,  without  whose  hearty  co-operation 
this  work  would  have  been  impossible. 
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Comparison  between  Dynamos  and  Motors.  The  dynamo  is 
a  machine  for  the  conversion  of  mechanical  into  electrical  energy; 
conversely,  the  electric  motor  converts  electrical  energy  into  mechani- 
cal work.  The  electrical  energy  delivered  by  the  dynamo  must  be 
obtained  from  a  steam  engine,  water-wheel,  or  other  power;  and  the 
mechanical  power  obtained  fipm  the  electric  motor  comes  from  the 
energy  of  the  current  flowing  through  its  armature.  The  two  ma- 
chines are  exactly  complemen- 
tary; and,;n  the  case  of  direct- 
current  apparatus,  we  shall  see 
that  the  same  structure  can  be 
u:>ed  for  either  service.  The 
differences  that  are  found  in 
practice  are  largely  mechanical, 
and  arise  chiefly  from  the  con- 
ditions under  which  the  motor 
must  work. 

The  study  of  the  electric 
motor,  therefore,  begins  with  a 
knowledge  of  the  dynamo;  and 
before  reading  the  following 
pages,  the  student  should  be 
sure  that  he  understands  fully 
the  fundamental  principles  and 
mechanical  details  of  Dynamo- 
Electric  Machinery. 

Force  on  a  Conductor  Carrying  a  Current.  Fig.  1  represents 
a  wire  lying  in  a  magnetic  field,  and  carrying  no  current.  If  the 
polar  surfaces  of  the  field  are  large  and  close  together,  the  magnetic 
lines  pass  straight  from  one  to  the  other;  they  are  not  distorted, 
whether  the  wire  is  at  rest  or  in  motion.  This  is  the  condition  in  the 
air-gap  of  a  dynamo  or  motor  when  no  current  is  flowing  in  the 


© 


N 


Pig.  1.    Conductor  Carrying  No  Current, 
in  a  Magnetic  Field. 
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armature  ctHtductors.  The  rocation  of  tbe  amuiure  id  the  magnetic 
field  generates  an  elwtrMnodvo  forcv.  (mt  there  i>  no  mecfaanical  force 
upon  the  conductors  doe  to  thii  zl-wm  in  iiself.  When,  howerer,  a 
current  flows,  it  sets  up  a  magDetic  field  of  its  own  about  the  con- 
ductor, as  shonTi  in  Fig.  2;  and  ihb  field  distorts  the  original  field 
in  which  the  conductor  lies,  making  the  magnetic  lines  denser  on  one 
side  and  less  dense  on  the  oiht-r.     This  is  shown  in  Fig.  3. 


rtg.  1    llkftnetlc  FiflA  abont  ■  Condi 


Since  the  magnetic  lines  of  a  field  endeavor  to  straighten  and 
shorten  themselves,  the  result  of  this  distribution  is  a  force  upon  the 
wire,  pushing  it  in  the  direction  of  the  arrow;  and  this  is  the  prin- 
ciple of  the  electric  motor.  As  in  the  dvnamo,  there  are  required: 
(1)  a  magnetic  field;  (2)  a  conductor  Inng  perpendicu'ar  to  it; 
and  (3)  provbion  for  motion  of  the  conduclor  across  the  field,  in  a 
direction  ])erpendicular  both  to  itself  and  to  the  field. 

Fleming's  Rule.  'Hie  relation  between  the  directions  of  the 
force,  current,  and  magnetic  lines  can  be  most  easily  remembered 
by  what  13  known  as  Flemiiuj's  Rule.  Extend  the  forefinger,  middle 
finger,  and  tliumb,  at  right  angles  to  one  another;  for  example,  the 
forefinger  directly  forward,  the  middle  finger  sideivays,  and  the  thumb 
upwards.  Then  if  the  forefinger  represents  the  direction  of  the 
magnetic  lines  (that  is,  from  the  N"  |M»le  through  the  air  to  the  S  pole), 
the   middle   finger  witt  represent  the  direction  of   the  current,  and 
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the  thumb  the  direction  of  the  motion.  The  right  hand  is  to  be 
used  for  the  case  of  the  dynamo,  the  left  hand  for  the  case  of  the 
motor. 

Barlow's  Wheel.  An  illustration  of  this  principle  is  found  in 
tlie  simple  electric  motor  invented  by  Peter  Barlow  in  1823,  and 
illustrated  in  Fig.  4.  A  star-shaped  metal  wheel,  usually  of  copper, 
rotates  with  its  lowest  points  dipping  into  a  litUe  insulated  pool  of 
mercury.  The  wheel  is  con- 
nected through  its  bearings  with 
one  pole  of  a  battery,  the  mei^ 
cury  to  the  other  pole,  the  cur- 
rent flowing  radially  upward  or 
downward  through  the  wheel. 
When  a  horseshoe  magnet  is 
broufrht  over  the  wheel.  So  that  „    .    „    .     .  ™..   , 

o      ^  _  '  Pig.  4.    Barlow's  WhML 

the  portion  carrying  the  current 

lies  between  the  magnet-poles,  the  wheel  revolves  briskly,  the  direction 
of  rotation  changing  whenever  the  direction  of  the  current  or  the 
magnetic  field  is  reversed. 

Magnitude  of  the  Force  on  a  Wire  Canying  a  Current.  If  the 
magnetic  field  has  one  line  of  force  per  square  centimeter,  and  one 
absolute  electromagnetic  unit  of  current  (10  amperes)  is  flowing  in 
the  conductor,  the  force  upon  each  linear  centimeter  of  the  conductor 
will  l>e  one  dyne.  Hence,  since  the  effects  are  directly  proportional 
to  the  quantities  involved,  a  wire  L  centimeters  long,  lying  across  a 
field  of  B  lines  per  square  centimeter,  and  carrying  a  current  of  I 
amperes,  will  be  subjected  to  a  force  of: 

tflidyne.. 

This  is  practically  a  corollary  of  the  definition  of  the  ampere  in  elec- 
tromagnetic measure.* 

This  expression  may  be  reduced  to  the  inch  and  pound  units 
which  are  more  common  in  American  shop  practice,  by  noting  that 
one  inch  equals  2.64  centimeters;  that  one  dyne  is  -jj-j-  of  the 
weight  of  a  gram,  nearly;  and  that  453,59  grams,  or  nearly  445,000 
dynes,  equal  the  weight  of  one  pound.     Hence  the  force  F'  upon 

out  in  Blectricitj'  and  XasTUiUm,  or  kDj 
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a  wire  L"  inches  long,  lying  perpendicularly  across  a  field  of  B"  lines 
per  square  inch,  and  carrying  a  current  of  /  amperes,  will  be: 


or, 


''"^^'^^^l^^^^' 


^'-  ysocrSoino  =  i6So  p*'""'*"'  *pp«'''i">»te>y- 


Upon  N  similar  wires,  the  force  will  be  N  times  as  great. 

Example.  Fourteen  hundred  conductors  of  a  certain  large  armature, 
each  11  inches  long,  lie  in  magnetic  fields  of  42,000  lines  per  square  inch. 
What  is  the  total  drag  upon  them  when  each  carries  a  current  of  60  am- 
peres? 

SoliUion.    The  force  is: 

1>400  X  11  X  42.000  X  60        ^^^  «        j     «      i 

EXAMPLE  FOR  PRACTICE 

Under  the  poles  of  a  certain  25-kilowatt  machine,  there  are  225 
conductors,  each  6  J  inches  long,  in  magnetic  fields  of  40,000  lines  per 
square  inch.  What  current  must  flow  in  each  conductor  in  order 
to  give  a  total  rotative  force  of  200  pounds? 

Ans.     38.64  amperes,  nearly. 

In  considering  questions  like  the  above,  it  is  important  to  ob- 
serve that  only  the  conductors  lying  beneath  the  poles  are  subjected 
to  these  forces;  and  that  the  current  in  the  individual  conductors  is 
not  the  full  current  of  the  machine,  but  only  a  fraction  of  it — one- 
half  in  the  case  of  bipolar  and  wave-wound  armatures;  and  one- 
fourth,  one-sixth,  or  less,  in  the  case  of  lap-wound  armatures,  ac- 
cording as  the  machine  has  four,  six,  or  more  poles. 

It  will  now  be  clear  that  the  driving  force  upon  a  dynamo  arma- 
ture must  be  increased  in  direct  proportion  to  the  load  put  upon  the 
machine,  and  that  the  force  causing  a  motor  armature  to  rotate  also 
depends  on  tlie  current  in  it.  The  dynamo  current  is  determined  by 
Ohm's  law,  and  the  engine  or  water-wheel  governor  takes  care  of  the 
power  supply;  but  the  way  in  which  the  electric  motor  adapts  itself 
to  the  variations  in  its  work,  taking  always  just  the  necessary  current 
for  the  work  in  hand,  is  not  so  clear  at  first  sight.  The  explanation 
involves  a  most  important  property  of  the  machine,  known  as  the 
counter-electromotive  force. 
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Counter-E.M.F.  of  a  Motor.  Since  the  armature  wires  rotate 
in  magnetic  fields,  exactly  as  in  the  case  of  the  dynamo,  all  the  con- 
ditions for  the  generation  of  E.M.F.  are  fulfilled;  and  we  should 
expect  the  motor  armature  to  generate  an  E.M.F.  accordingly,  while 
in  motion.  The  existence  of  such  an  E.M.F.,  and  its  direction,  may 
be  shown  by  the  following  experiment: 

Take  a  small  shunt-wound  motor,  and  connect  it  as  for  ordinary 
running,  but  with  the  addition  of  a  suitable  incandescent  lamp  L  and 
an  ammeter  A  across  the  arma- 
ture terminals,  as  shown  in  Fig.  5. 
When  the  motor  is  running,  the 
lamp  will  glow,  obviously  supplied 
from  the  line;  and  the  ammeter 
will  show  the  direction  of  the  cur- 
rent through  it,  as  indicated  by 
the  arrow  at  L.  The  dotted  ar- 
rows show  the  direction  of  the 
current  in  the  other  parts  of  the  f 
circuit.  Now  let  the  double-pole  i 
switch  be  opened;  so  far  as  the 
electrical  conditions  are  concerned, 
the  circuits  may  then  be  repre- 
sented by  Fig.  6;  and  the  machine 
will  run  for  a  little  while  as  a 
dynamo,  driven  by  the  energy 
stored  in  the  rotating  armature. 
The  lamp  still  glows,  and  the  am- 
meter shows  that  the  current 
through  it  is  in  the  original  di- 
rection, dying  out  as  the  armature  slows  down  to  rest.  Since  the 
[  source  of  E.M.F.  in  the  system  is  the  revolving  armature,  and  the 
direction  of  the  current  through  the  ammeter  is  known,  it  follows 
that  in  the  other  parts  of  the  circuit  the  current  must  flow  as  indi- 
cated by  the  dotted  arrows  in  Fig.  6.  The  reversal  of  the  current 
in  the  armature  can  be  shown  direcdy  by  putting  a  second  ammeter 
into  the  armature  circilit,  as  indicated  at  B,  Fig.  6,  but  the  experi- 
ment can  be  performed  equally  well  without  it. 

This  experiment  is  very  instructive  if  performed  with  a  motor 


F/eld 


Fig.  5.    Motor  Connections  to  Show 
Counter-E.M.F. 
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of  several  horse-power.  The  experimenter  should  prevent  the  arm 
of  the  starting  rheostat  from  flying  back  until  the  armature  has 
entirely  ceased  to  revolve. 

A  comparison  of  Figs.  5  and  6  now  brings  the  conclusion  that  the 
direction  of  the  current  in  the  various  parts  of  the  circuit  must  be 
due  to  the  existence  of  an  E.M.F.  in  the  revolving  motor  armature 
which  is  opposite  in  direction  to  the  line  E.M.F. ,  and  hence  opposes 
the  flow  of  current  through  the  armature.     For  this  reason   it   is 

called  the  countevE.M.F.  The 
electrical  difference,  tlierefore,  be- 
tween a  dynamo  and  a  motor 
is  that  in  the  dynamo  the  current 
flows  with  the  E.M.F.  of  the  ar- 
mature, while  in  the  motor  it 
flows  against  it. 

Fundamental  Motor  Equation. 
From  the  above  it  follows  that 
the  current  through  the  revolving 
motor  armature  is  always  less 
than  the  value  obtained  by  sim- 
ple calculation  from  Ohm's  law, 
because  E,  the  line  E.M.F.,  is 
partially  neutralized  by  e,  the  op- 
posing counter-E.M.F.  Hence  the  fundamental  motor  equation  may 
be  written: 


Field 

Pig.  6.    Currents  In  Motor  Circuits  after 
Opening  Main  Switch. 


R 


(0 


in  which  /  represents  the  current  through  the  armature,  and  R  the 
resistance  of  the  armature  circuit — armature,  brush  gear,  and  any 
other  resistance  that  may  be  present. 

The  counter-E.M.F.  is  not  readily  measured;  it  is  best  calcu- 
lated from  Equation  1  with  a  knowledge  of  the  other  three  quanti- 
ties, which  are  easily  measurable. 

Example.  A  certain  motor  armature  with  its  brush  gear  has  a  resist- 
ance  of  0.188  ohm;  and  when  running  at  a  certain  speed,  takes  a  current  of 
55  amperes  from  a  220-volt  line.  What  counter-K.  M.  F.  is  developed  under 
these  conditions? 

Solution.     Substituting  the  given  values  in  Equation  1,  we  have: 

220  -J. 
0.188   ' 


65  = 
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whence, 

e  =  209.66  volts. 

EXAMPLE  FOR  PRACTICE 

What  current  will  flow  through  the  above  armature  when  its 
counter-E.M.F=  is  nine-tenths  of  the  line  voltage? 

Ans.     117  amperes,  nearly. 

From  these  considerations  it  is  plain  that  in  the  absence  of 
other  resistance  in  the  armature  circuit  than  that  of  the  armature 
itself,  a  slight  change  in  the  counter-E.M.F.  may  make  a  great  dif- 
ference in  the  strength  of  the  current  flowing.  Further,  since  the 
figures  are  taken  from  actual  machines,  it  is  to  be  noted  that  under 
ordinary  running  conditions  the  counter-E.M.F.  rises  well  up  toward 
the  value  of  tlie  line  E.M.F.  It  can  of  course  never  quite  equal  the 
line  E.M.Fo,  for  in  that  case  no  current  would  flow;  and.  even  when 
running  without  load,  the  friction  and  electrical  losses  of  the  motor 
absorb  some  power,  so  that  a  small  fraction  of  the  full-load  current 
will  flow,  though  the  armature  delivers  no  power  at  the  pulley. 

Efficiency  and  Losses.  The  energy-losses  of  the  motor  are  the 
same  as  those  of  the  dynamo,  and  may  be  classified  under  two  heads : 

Electrical  Losses: 
(a)  PR  losses  in  armature  conductors  and  brush  gear. 
(6)  PR  losses  in  field  windings. 

Stray-Power  Losses: 
(c)  Friction:  of  bearings,  brushes,  and  air-currents. 
((f)  Iron  losses:  eddy  currents  in  armature    core,  teeth,  and    magnet-poles; 

hysterecis  in  armature  core  and  teeth, 
(e)  Commutator  losses:  wasteful  currents  in  coils  during  commutation. 
(/)  Eddy  currents  in  armature  conductors. 

The  electrical  losses  (a)  and  (6)  are  measurable  without  much 
trouble;  the  others  are  very  difficult  to  obtain  separately,  and  are 
.  usually  taken  together  under  the  general  name  stray  power.  For 
shunt  motors,  the  field  PR  loss  is  independent  of  the  load;  the  arma- 
ture PR,  of  course,  varies  with  the  load.  In  the  series  motor,  both 
field  and  armature  PR  vary  with  the  load,  since  the  same  current 
passes  through  both.  The  stray-power  loss  is  nearly  constant  for 
ordinary  operating  conditions,  though  it  increases  slightly  with  the 
speed  of  the  armature. 

The  commercial  efficiency  ^of  a  motor  is  simply  the  fraction 
of  the  power  supplied  that  is  available  at  the  shaft;  that  is,  it  is  the 
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ratio  of  the  power  delivered  to  the  power  supplied;  or,  in  the  form 
of  an  equation: 

,»  Efficiency »  ^-^^^  =  Input -Losses       ...  (2) 

Input  Input 

The  following  table  shows  average  values  for  the  commercial 
eflBcieney  of  ordinary  motors  of  various  sizes,  at  full  load: 

TABLE  I 
Commercial  Efficiency  of  Ordinary  Motors 


Full  Load 
HP. 

Efficiency 
(Per  Cent) 

0.02  (Fans) 

30 

0.05       " 

42 

0.1 

50 

0.5 

63 

1. 

70 

5. 

82 

10. 

85 

25. 

88 

50. 

89.5 

100. 

91 

200. 

92.5 

The  low  fipuros  for  small  motors  are  caused  by  disproportionately  large 
field  PR  and  friction  Io8s<'8. 

Variation  of  Efficiency  with  Load.  The  efficiency  varies  with 
thit  load,  because  some  of  the  losses  are  constant  and  some  variable, 
the  chief  variable  being  the  armature  PR,  When  the  motor  is  run- 
ning idle,  the  current  is  small,  and  all  its  energy  goes  to  supply  the 
losses,  the  commercial  efficiency  l)eing  therefore  zero.  As  the  motor 
is  loadtnl,  the  output  at  first  increases  faster  than  the  losses,  and  the 
efficiency  rises  rapidly,  reaching  a  maximum  at  a  certain  load  which 
depends  on  the  design  of  the  machine.  When  the  load  is  very  heavy, 
the  grt»at  increase  in  the  armature /*/{  causes  the  efficiency  to  fall  again. 

'^Ilie  efficiency  is  a  maximum  when  the  constant  and  variable 
losses  are  ecjual — for  example,  in  the  case  of  a  shunt  motor,  when  the 
armature  PR  loss  ecjuals  the  sum  of  the  stray-power  and  field  PR 
losses.*     Since  the  distri!)Ution  of  the  losses  may  be  controlled  by 


•This  proposlilnn  in:iy  b«  proved  by  algebrair  methods,  as  follows: 

Denoting  by  S  the  sum  of  the  Held  l*/i  loss  aud  the  stray  power,  ihe  efficiency  may 

be  written : 

A7      />^      S      .       /in        S  \ 

n  =  ^^^^^^r  =  —  jci  —  =  >  -  (  A'- ^  -my 
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DIRECT-CURRENT  MOTORS  ,        9 

the  designer  within  fairly  wide  limits,  it  follows  that  a  motor  (or  a 
dynamo)  may  be  designed  to  show  its  maximum  efficiency  at  rjiy 
specified  fraction  of  its  full  load,  or  even  at  overload,  though  the 
latter  is  unusual.  Motors  should  be  designed  to  have  their  maximum 
efficiency  with  the  load  at  which  they  are  most  used.  An  ordinarj' 
shop  motor  should  show  a  maximum  at  about  75  per  cent  of  its  full 
rated  load;  a  street-railway  motor,  at  about  two-thirds  of  the  maxi- 
mum power  it  is  expected  to  develop  (see  Fig.  33);  a  fan  motor,  at 
its  full  load;  and  so  on.  A  motor  with  large  constant  losses  and 
small  variable  losses  will  have  a  low  efficiency  at  light  loads,  and  a 
high  one  at  full  load;  while  a  machine  with  small  constant  and  large 
variable  losses  will  have  a  much'  higher  efficiency  at  light  loads  than 
at  full  load.  The  most  important  point  is  not  the  full-load  efficiency, 
but,  rather  the  maximum  efficiency,  coupled  with  another  figure 
which  we  may  call  the  all-day  efficiency, 

All-Day  Efficiency.  This  is  a  matter  of  some  importance  in 
practice.  It  is  simply  the  ratio  between  the  work  obtained  from  the 
motor  during  the  day,  and  the  energy  taken  from  the  line  in  the 
same  time. 

The  difference  between  the  performances  of  different  machines 
in  this  respect,  is  best  shown  by  an  example.  Suppose  we  have 
two  100-horse-power  motors,  motor  A  having  constant  losses  of 
2,700  watts,  and  armature  PR  losses  of  6,400  watts;  and  motor  B 
having  constant  losses  of  4,800  watts,  and  armature  PR  losses  of 
3,200  watts.     Suppose  them  to  run  through  a  9-hour  day,  and  that 

TR  S 

For  maximum  efficiency,  It  Is  plain  that  -=j-  +  -zry-  must  be  a  minimum ;  or,  since 

a 

JS*  is  a  constant,  that  IR  -^  y  must  bo  a  minimum.    The  sum  of  these  two  terms  will  be 

large  when  /Is either  very  large  or  very  small,  and  the  problem  Is  to  determine  the  par- 
tlcular  value  of  /  for  which  it  will  be  smallest.    Denoting  the  sum  by  k,  we  may  write: 

iR  +Y-k, (a) 

which  is  a  quadratic  equation  in  /.    Solving  this  by  ordinary  algebra  gives: 

Now,  since  a  negative  quantity  cannot  have  a  square  root,  the  quantity  under  the  radical 
sign  cannot  be  less  than  zero,  and  therefore  the  smallest  value  k  can  have  will  be  deter- 
mined from  the  equation ; 

k'-4RS  ==  0. (C) 

Inserting  in  (a)  the  value  of  A:  obtained  from  (c).  and  reducing,  gives  as  the  final  result 
J*R  =  S;  or,  in  other  words,  when  a  motor  is  working  at  its  highest  efficiency,  the  arma- 
ture current  is  such  as  to  make  the  variable  losses  just  equal  to  the  constant  losses. 
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10  DIRECT-CURRENT  MOTORS 

they  run  for  2  hours  at  quarter-load,  4  hours  at  half-load,  and  3  hours 
fully  loaded;  let  us  calculate  the  energy  actually  delivered,  and  the 
energy  taken  from  the  line.  Remembering  that  1  H.P.  =  746  watts, 
and  that  the  PR  loss  varies  as  the  square  of  the  current,  we  have, 
for  motor  .1,  the  following: 

Constant  Losses:     2,700  watts  for  9  hours, 

/'  R  Losses :     l^  of  0,400  watts  for  2  hours, 

I  of  0,400  watts  for  4  hours, 

0,400  watts  for  3  hours. 

Output:     \  of  74,000  watts  for  2  hours, 

i  of  74,000  watts  for  4  hours, 

74,000  watts  for  3  hours 

Input  for  the  day:  401,000  watt-hours. 

The  all-day  efficiency  is  therefore: 

Output      410,300 

"i —  *~  =  4^1  nnn  =  ^9  per  cent 
Input         401,000 

For  motor  B,  we  have: 

Constant  Losses:     4,800  watts  for  9  hours,  43,200  watt-hours. 

I'R  Losses:     '^  of  3,200  watts  for  2  hours,  400 

}  of  3,200  watts  for  4  hours,  3,200 

3,200  watts  for  3  hours,  9,000 

Output:  as  for  motor  A,  410,300 


24,300  watt-hours. 

800 

0,400 

19,200 

37,300 

149,200 

223,800 

(< 
a 
(< 


Input  for  the  (lay:  400,700  watt-hours. 

Hence  the  all-day  efficiency  is: 

410,300      _,, 

400,700  =  ^^-^  ^'  """^• 

Thus,  although  motor  B  has  a  higher  full-load  efficiency  than 
motor  A  (90.3  per  cent  as  compared  with  89.1  per  cent),  the  latter 
returns  the  larger  jcrcentage  of  the  energy  put  into  it  during  the 
day,  the  difference  being  5,700  watt-hours,  or  5.7  kilowatt-hours  in 
favor  o{  A.     It  is  thus  seen  to  be  a  matter  of  some  importance  to 
keep  the  constant  losses  down  to  the  lowest  point  consistent  with 
satisfactory  operation   in  other  respects;  and  machines  should  be 
selected  by  the  purchaser  with  reference  to  this  point,  as  well  as  for 
full-load  efficiency.     For  this  reason  the  efficiency  values  at  different 
loads  may  vary  several  per  cent  in  motors  of  different  but  equally 
good  design;  and  tlip  figures  in  the  preceding  efficiency  table  must 
be  regarded  as  only  approximate.     Most  shop  and  factory  motors 
are  subjectc»d  to  very  variable  loads;  and  the  average  load  of  a  large 
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number  of  motors  in  a  given  plant  will  often  be  found  to  be  consider- 
ably less  than  25  per  cent  of  the  total  rated  capacity  of  the  motors  in 
circuit.  With  motors  designed  upon  the  lines  mentioned  above,  it 
may  be  said  that  the  saving  at  average  day  loads  would  range  from 
4  per  cent  to  10  per  cent  in  the  larger  motors  (from  60  to  120  horse- 
power), up  to  a  saving  of  8  per  cent  to  15  per  cent  in  the  smaller 
motors.* 

EXAMPLE  FOR  PRACTICE 

Suppose  a  lOO-horse-power  motor  were  designed  so  as  to  have 
constant  losses  of  6,400  watts  and  armature  PR  losses  of  2,700  watts, 
and  that  it  works  under  the  same  conditions  as  those  given  for  motor 
A  in  the  preceding  example.  What  would  its  all-day  efficiency  be, 
and  how  much  more  energy  would  it  take  from  the  lines  in  one  day 
than  motor  ^?  Ans.     85. 7  per  cent;  18  +  kilowatt-hours. 

Current  Required  by  Motors.  The  value  of  the  full-load  current 
is  usually  stamped  upon  the  name-plate  of  the  machine.  If  not,  it 
can  be  approximately  found  from  the  rated  output  by  assuming  a  value 
for  the  efRciencv. 

Example.  What  current  will  be  required  by  a  220-volt,  IS-horse-power 
motor? 

Solutixm,  From  Table  I  (p.  8),  the  efficiency  may  be  taken  as 
86  per  cent.     The  output  is: 

15  X  746  =  11,190  watts. 

The  input  is: 

11,190 


0.86 
The  current  is  therefore: 


=  13,012  watts. 


13,012  watts 
220  volts      =-59.1  amperes. 

EXAMPLES  FOR  PRACTICE 

1.  A  50-horse-power  motor  is  connected  to  a  500-volt  line 
which  will  carry  60  amperes.  Can  the  motor  be  operated  at  full 
load?  Ans.     No. 

2.  Assuming  an  efficiency  of  88  per  cent,  what  is  the  maximum 
I  power  that  can  be  obtained  from  the  above  motor  without  over- 
loading the  line?  Ans.     35.4  horse-power,  nearly. 

•Hobart,  Electric  Motors,  190i. 
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Effect  of  Counter-E.M.F.  on  Efficiency.  At  first  sight  it  might 
appear  that  the  counter-E.M.F.  is  merely  an  incident  of  operation, 
or  at  least  a  hindrance  to  the  best  performance  of  the  machine;  but 
a  more  careful  study  of  the  question  shows  that  it  is  an  essential  factor 
in  the  economy  of  the  motor.  This  can  be  most  clearly  shown  bj 
taking  the  artificially  simple  case  of  a  motor  whose  only  losses  are 
the  armature  PR.  This  would  be  very  nearly  realized  by  a  friction- 
less  magneto-motor.     Its  eflSciency  rj  would  be : 

Input  -  Losses    _  A7^-  PR  ^  E  -  IR  (X) 

"^  "^  Input  ~        El        ~        E  '  ^    ^ 

But, 

,      E  -e 


R      ' 

whence, 

IR  =  E  -  e. 

Substituting  this  value  of  IR  in  Equation  3,  we  have: 

E  -(E  -e)        e  (A\ 

^  =  E ^  E       ^^ 

That  is,  the  efficiency  is  directly  proportional  to  the  counter-E.M.F. 

This  proposition  is  known  as  Siemens'  Law  of  Efjic'ieticij.  It 
should  not  be  understood  as  implying  anything  concerning  the 
output.  The  current  taken  by  the  motor  diminishes  as  the  counter- 
E.M.F.  rises;  and  the  power  delivered  also  diminishes  as  the  ar- 
mature approaches  full  speed.  But  the  equation  does  mean  that 
the  power  delivered  per  ampere  taken  from  the  line  is  greater 
as  the  value  of  e  approaches  E\  and  therefore,  though  the  actual 
power  delivered  is  less,  the  available  percentage  of  the  line  energy 
is  greater  than  if  the  actual  output  were  larger.  For  this  reason 
it  is  entirely  possible  to  operate  a  motor  beyond  its  rated  ca- 
pacity, though  at  a  reduced  efficiency,  the  permissible  amount 
and  duration  of  the  overload  depending  chiefly  on  the  time  re- 
quired for  the  increased  losses  to  heat  up  the  machine  danger- 
ously. 

In  the  actual  motor,  where  otlur  losses  enter,  the  case  is  not 
quite  so  simple  and  direct  as  the  above;  but  the  difference  is  small, 
the  complete  equation  being: 


Tj     = 


s 

L 

E 
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in  which  S  is  the  sum  of  the  field  PR  and  the  stray  power,  as  on  page 

S 
8.     The    fraction    y-  is  only  a  few  per  cent  of  E,  in  ordinary  running 

under  load,  so  that  the  Siemens  law  holds,  except  for  small  values 
of  / — that  is,  for  light  loads. 

So  it  follows  that  the  counter-E.M.F.  is  a  valuable  property  of 
the  motor,  to  be  cultivated  rather  than  ignored  or  eliminated;  and 
the  lack  of  success  of  early  types  of  motors  was  in  part  due  to  a  failure 
to  realize  this.  In  other  words,  the  motor  should  be  designed  and 
operated  to  generate  an  E.M.F.  exactly  like  a  dynamo;  and  the 
formula  for  efficiency  shows  that  the  electrical  and  mechanical  losses 
should  be  kept  as  small  as  practicable.  The  requirements  for  dyna- 
mos and  motors  are  therefore  the  same,  and  it  should  now  be  clear 
that  they  must  be  designed  along  the  same  electrical  lines.  Conse- 
quently they  are  interchangeable. 

The  fact  that  a  dynamo  will  transmit  power  to  a  similar  machine 
as  a  motor  is  said  to  have  been  brought  to  light  by  a  Paris  workman  in 
1873,  who  accidentally  connected  the  wires  of  an  idle  dynamo  to  the 
terminals  of  one  in  operation,  whereupon  the  motionless  armature 
immediately  started  up  at  full  speed.  The  discovery  of  the  general 
principle  of  interchangeability,  however,  dates  back  to  1852,  and 
perhaps  earlier.* 

Torque.  The  torque  of  a  motor  is  the  turning  moment  or  twist 
exerted  upon  the  shaft.  Grasp  the  pulley  of  a  small  motor  firmly 
in  the  hand,  and  close  the  switch;  a  strong  twisting  action  will  be 
felt,  which  will  set  the  armature  in  rapid  rotation  when  freed.  With 
the  armature  stationary,  the  torque  is  sometimes  called  static  torque^ 
to  distinguish  it  from  the  running  torque  of  the  rotating  arma- 
ture, available  at  the  pulley;  the  latter  is  less  than  the  former 
by  the  amount  necessary  to  overcome  armature  friction  and  core 
losses. 

Since  torque  is  caused  by  a  force  acting  at  the  end  of  a  lever  arm. 
It  is  measured  by  the  product  of  the  force  and  the  length  of  the  arm — 
:or  example,  by  the  product  of  the  working  pull  of  the  belt  and  the 
'adius  of  the  pulley;  or  by  the  force  upon  the  armature  wires,  multi- 
plied by  their  average  distance  from  the  axis  of  the  shaft.  This  prod- 
ict   is   generally  expressed  in  pound-feet,  which  term    denotes  the 

•  8.  p.  Tbompson,  DvfMmO'El4etric  Machinery,  Edition  of  1888,  p.  IS. 
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pull  in  pounds  multiplied  by  the  length  of  the  lever  arm  in  feet.* 
Thus  a  torque  of  60  pound-feet  may  represent  a  working  belt-puU 
of  60  pounds  on  a  pulley  1  foot  in  radius,  or  a  pull  of  72  pounds  on 
a  pulley  whose  diameter  is  20  inches,  or  any  other  combination  of 
force  and  arm  whose  product  is  60  pound-feet.  For  simplicity, 
torque  is  sometimes  expressed  in  pounds  only,  a  radius  of  one  foot 
being  understood  or  implied;  but  this  is  liable  to  cause  confusion, 
because  torque  is  not  a  force,  but  the  moment  of  a  force,  and  the 
radius  of  its  action  should  always  be  given. 

EXAMPLE  FOR  PRACTICE 

If  a  motor  has  a  torque  of  40  pound-feet,  what  pull   will  be 
exerted  at  the  rim  of  a  pulley  16  inches  in  diameter? 

Ans.    60  pounds. 

The  torque  of  a  motor  may  be  measured  by  means  of  a  Prony 
or  friction  brake.     The  arrangement  of  the  apparatus  is  shown  in 


FYlctlon  Braka. 


Fig.  7.  P  is  the  motor  pulley,  A  and  C  blocks  of  hardwood  clamped 
against  it,  the  pressure  being  regulated  by  the  wing-nuts  e  e.  The 
lever  L,  which  may  be  of  any  convenient  length,  is  coimterbatanced 
by  the  weight  ir.  When  the  pulley  rotates  in  the  direction  of  the 
arrow,  the  friction  ()n  the  blfK^ks  tends  to  raise  the  weight  W;  and 
by  adjusting  the  pressure  on  the  blinks  and  varying  IV,  a  balance 
may  he  obtained,  so  L'lat  W  when  hanging  free  just  neutralizes  the 
tendency  of  the  lever  /,  to  r'-'volvc.  The  tortjue  of  the  motor  is  then 
W  X  R,  where  R  is  the  perpendicular  distance  from  the  axis  of  the 
shaft  to  the  line  of  support  of  W. 

•Tbs  term  foot  poandi  ihould  not  b«  niial  In  Ibli  coDncetloD.  tor  ths  toot-poiiad  ta  « 
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To  find  the  torque  when  the  motor  is  running  at  a  certain  speed 
or  is  taking  a  certain  current,  the  nuts  e  e,  must  be  adjusted  until 
the  speed  or  current  is  as  desired,  preventing  the  lever  L  from  revolv- 
ing by  stops,  and  then  varying  W  until  a  balance  is  obtained,  when 
the  stops  are  taken  away.  In  making  the  measurement,  it  may  be 
necessary  to  allow  a  little  water  to  run  upon  the  inside  of  the  pulley, 
to  absorb  the  heat  generated  by  the  friction.  The  wood  blocks  run 
best  when  dry,  and  a  little  smoke  does  no  harm  to  the  measurement. 
Instead  of  an  adjustable  weight  IF,  a  spring  balance  is  more  con- 
venient. This  is  a  very  satisfactory  method  of  testing  small  motors; 
for  large  ones,  the  heat  is  too  great  to  be  readily  dissipated  unless  a 
special  pulley  is  used  which  will  hold  water  inside  the  rim. 

The  power  of  a  motor  is  the  product  of  the  torque  and  the  speed. 
For,  if  a  force  W  acts  at  the  end  of  an  arm  R  fastened  to  a  shaft,  in 
one  revolution  the  distance  traversed  by  the  point  of  application  of 
the  force  is  2  ;r  R,  and  the  work  done  2  ;:  iJ  X  W.  In  the  case  repre- 
sented by  Fig.  7,  the  work  done  by  the  revolving  shaft  is  the  same 
as  if  a  weight  W  were  being  continually  wound  up  on  a  pulley  of 
radius  R,  If  the  shaft  revolves  N  times  per  minute,  the  work  done 
per  minute  \s2  nRW  X  N)  or,  since  RW  is  the  torque,  we  may  write: 

Power  =  2  TT  X  Torque  X  Speed. (5) 

Denoting  the  torque  by  T,  we  have  the  further  result: 

Horse-Power  =  ^~^ (6) 

From  Equations  5  and  6,  it  follows  that  different  motors  of  the 
same  power  may  have  very  different  properties.  They  may  give 
a  strong  torque  at  low  speed,  or  a  light  torque  at  high  speed,  or  may 
have  intermediate  values  of  both,  different  kinds  of  work  requiring 
one  property  or  the  other.  From  the  discussion  on  page  3,  it  follows 
that  the  actual  force  upon  the  armature  wires  depends  upon  their 
number  and  on  the  strength  of  the  field,  and  the  torque  will  also  vary 
with  the  diameter  of  the  armature.  A  strong  torque  will  therefore  be 
obtained  by  using  an  annature  of  large  diameter,  with  many  wires 
revolving  in  a  strong  field;  but  since  these  are  just  the  conditions  for 
a  high  E.M.F.,  such  an  armature  will  generate  its  full  counter-E.M.F. 
at  a  lower  speed  than  a  smaller  armature  with  fewer  wires;  that  is, 
for  a  given  voltage,  the  high-torque  armature  will  run  at  relatively 
slow  speed. 
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With  the  aid  of  Fkiuation  6,  it  is  a  simplr  matter  to  measure  tfie 
output  of  a  motor  bv  the  brake. 

Example.  For  a  pcrtnin  motor  the  dititance  R  waa  30  inches,  the  weigh' 
IF  12.4  pounds,  uml  (lip  h|khhI  1,400  rcvolutiona  per  minute.  What  honv 
power  was  lie  ve  loped? 

Soluiion.     Since  R  must  be  expreiised  in  feet, 
r  -  2.5  X  12.4  =  31  poun<l-ffet. 
Substituting  this  vahie  of  T  in  Fk|uation  G,  gives: 


HoriK^ Power  '■- 


(1,400 


Akb 


EXAMPLE  FOR  PRACTICE 

A  500-volt  motor  mteil  at  15  horse-power  takes  a  current  of 
25  amperes  when  driving  a  certain  matrhine.  It  is  then  disconnected 
and  titled  with  a  brake;  and  a  test  shows  that  with  A  =  32  inches. 


and  the  winf;-nnts  adjiLstol  until  the  <:nrrc'nt  is  25  amperes,  the  i^>eed 
i.s  7Mt  n-volniioiLs  [iit  uiiiiiitc;  unii  H'  =--  30  jxjunds.  What  is  (a) 
the  actual  lii)rse-pow<rr  nif<ied  U>  drive  the  machine;  and  (b)  the 
cliicieiicv  of  the  motor?     ■  A\s.     l.'l.S  horse-power,  nearly. 

S2..'{  pereent. 
Annature  Reaction  in  Motors.  In  u  motor  (he  direetion  of  the 
arnialiiri'  curnnl,  and  licnce  the  dirc<lioii  iif  it.f  miignetic  field,  are 
oppo.sitf  lo  ihoM-  ill  a  p-ncnitor.  The  rc-iullant  iield  in  the  motor 
armalun-  and  air-pi|i  will  then'fon-  Im-  as  sli<)wn  in  Fig.  8.  It  is 
evident  tliat  the  ncuti-ul  points  arc  shifted  Imckwards,  while  in  a 
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generator  they  are  shifted  forwards;  hence  for  good  commutation 
the  brushes  must  be  shifted  against  the  rotation,  while  in  the  dynamo 
they  are  shifted  with  it.  Most  motors  are  required  to  operate  with- 
out change  of  brush  lead  throughout  the  entire  range  of  load;  and 
this  necessitates  careful  design,  to  the  end  that  the  field-magnets 
^hall  entirely  overpower  the  armature  reaction  and  keep  the  distor- 
tion of  the  field  small,  so  that  commutation  may  be  good  with  the 
brushes  fixed  in  position,  no  matter  what  the  load  may  be.  Many 
motors,  particularly  railway  motors,  must  in  addition  run  in  either 
direction;  and  this  requires  fixing  the  brushes  at  the  no-load  neutral 
point.  Such  motors,  however,  cannot  give  as  good  commutation  as 
those  in  which  the  brushes  may  be  set  backwards — a  fact  which  is 
shown  by  the  more  rapid  roughening  and  wear  of  the  commutator 
and  brushes.  Nearly  all  motors  are  operated  on  constant-potential 
circuits,  and  carbon  brushes  are  used  almost  without  exception. 

General  Speed  Formula.  The  factors  upon  which  the  speed  of 
a  motor  depends  can  be  obtained  as  follows: 

The  counter-E.M.F.  depends  upon  the  strength  of  the  field  /, 
the  number  of  armature  conductors  z,  and  the  speed  of  rotation  s. 
Hence  we  may  write  e  oc  s  f  z,  or,  in  the  form  of  an  equation, 

e  =  k  8  f  Zf 

in  which  A:  is  a  constant  depending  on  the  design  of  the  motor.  Sub- 
stituting this  value  of  e  in  Equation  1,  we  have: 

=  ^  -  ^  ^  E  -  k  8  fz 
R      ~  R  ' 

and,  solving  for  *, 

_  E  -  IR 
* "     kfz 

As  already  stated,  IR  is  only  from  3  per  cent  to  5  per  cent  of  E 
in  motors  of  ordinary  size;  and  if  we  disregard  it,  we  may  write  the 
simple  relation: 

^       ....(8) 


(7) 


I  kfz '   *  ' 

i  That  is,  the  speed  of  a  motor  is  directly  proportional  to  the  E.M.F. 
at  the  brushes,  and  inversely  proportional  to  the  number  of  con- 
ductors on  the  armature  and  the  strength  of  the  field. 

Other  conditions  remaining  the  same,  it  is  plain  that  an  increase 

;in  E  will  increase  the  speed,  for  increased  E  increases  the  current 
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and  therefore  the  torque,  and  the  speed  must  evidently  rise  as  an 
immediate  consequence.  But  at  first  sight  it  is  not  so  clear  that  the 
same  result  will  be  produced  by  weakening  the  field.  The  reason 
may  be  seen,  however,  by  anticipating  the  result  of  the  calculation 
on  page  20,  where  it  is  shown  that  any  reduction  of  the  counter- 
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Pig  9.    Series- Parallel  Connections  of  Four  Motors. 

E.M.F.  increases  the  current  in  a  much  greater  ratio.  In  the  ex- 
ample there  given,  reducing  the  field  strength  1  per  cent  increases 
the  armature  current  24  per  cent,  so  that  the  actual  increase  in  the 
torque  is  -iVf  of  24  j)er  cent  (or  23. 7()  per  cent),  or  practically  in 
proportion  to  the  current.  Hence  the  speed  increases,  the  increase<l 
current  much  more  than  compensating  for  the  slight  diminution 
in  the  field  strength. 

It  is  often  desirable  to  vary  the  speed  of  a  motor,  and  Equation 
8  thus  gives  the  thrcf*  general  methods  for  accomplishing  the  desired 
result — namely: 

(1)  By  varying  the  IC.M.F.  at  the  l)ru«he8. 

(2)  By  varying  tho  strength  of  the  field. 

(3)  By  changing  the  number  of  wires  on  the  armature. 
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Of  these,  methods  1  and  2  diflFer  in  details  with  diflFerent  types  of 
motor,  and  are  discussed  under  each  type.  Method  3  is  not  practi- 
cable, since  for  satisfactory  operation  it  would  involve  several  inde- 
pendent windings,  each  with  its  own  commutator.  But  where  several 
motors  drive  one  machine,  the  same  result  can  be  obtained  by  con- 
necting the  motor  armatures  in  series  or  parallel  combinations.  Thus 
two  motors  may  have  their  armatures  connected  in  series  or  parallel 
by  a  suitable  switch  or  controller;  in  the  first  case,  half  the  line  E  is 
supplied  to  each  armature;  in  the  second  case,  the  full  E.  With 
four  motors  the  connections  might  be  made  as  shown  in  Fig.  9,  giving 
speeds  in  the  ratio  1:2:4  with  the  arrangements  A,  B,  and  C,  respec- 
tively, the  motor  fields  /  being  kept  constant.  In  the  actual  case, 
however,  two-motor  or  four-motor  combinations  are  used  only  in 
railway  work;  and  four-motor  sets  are  operated  with  the  motors 
connected  in  pairs,  like  a  two-motor  equipment;  in  the  latter  case 
t!i  additional  flexibility  of  operation  does  not  justify  the  extra  com- 
plication introduced  by  taking  the  four  as  separate  units.  In  general, 
this  method  of  speed  regulation  is  favorable  to  economical  working, 
for  the  use  of  wasteful  resistances  is  much  reduced;  but  it  does  not 
warrant  the  installation  of  two  motors  when  one  will  do  the  work. 

CLASSES  OF  MOTORS 

The  preceding  propositions  are  true  for  all  classes  of  direct- 
currept  motors;  but  there  are  also  ms  ly  special  properties  de- 
pending on  the  relations  that  exist  between  the  armature  and  field, 
so  that  it  is  next  necessary  to  classify  motors,  like  dynamos,  with 
respect  to  the  diflFerent  methods  of  exciting  the  field.  We  have, 
accordingly: 

1.  Magneto  motors. 

2.  Shunt  motors. 

3.  Series  motors. 

4.  Compound  motors. 

Magneto  Motors.  Because  of  the  diflSculty  of  making  them 
self-exciting,  very  small  dynamos  are  built  with  permanently  mag- 
netized fields.  With  motors,  however,  there  is  no  such  difficulty  in 
obtaining  the  field,  so  that  the  magneto  motor  is  not  used,  except 
where  rotation  in  one  direction  or  the  other  is  desired  by  simply  re- 
versing the  current  without  further  complication.  This  is  some- 
times required  in  light  mechanisms  or  controlling  apparatus. 
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SHUNT  MOTORS 

To  this  class  belong  most  of  the  motors  used  for  all  direct- 
current  power  service  except  railway  work.  The  construction  and 
electrical  connections  are  exactly  the  same  as  for  shunt  dynamos, 
and  any  good  shunt  dynamo  will  make  a  correspondingly  good 
motor.  Shunt  motors  are  practically  always  operated  on  constant- 
potential  circuits,  and,  except  at  starting,  the  electrical  connec- 
tions are  as  shown  in  Fig.  10,  both  armature  and  field  being  con- 
nected across  the  line.  Hence  the 
field  current  and  the  field  strength 
will  be  constant,  and  the  torque 
will  vary  directly  as  the  current 
through  the  armature,  the  current 
itself  being  determined  by  Equa- 
tion 1. 

The  action  of  the  shunt  motor 
may  be  explained  as  follows : 

Since  the  counter-E.M.F.  varies 
as  the  product  of  the  speed,  strength 
of   field,  and  number  of  armature  wires,  and  the  two  latter   fac- 
tors are  constant  in   this  case,  it  follows   that  any  change  in  the 
speed  will  cause  a  proportionate  change  in  the  counter-E.M.F.  e; 
but,  since  e  is  nearly  equal  to  E  (the  line  E.M.F.),  the  current  throu^ 
the  armature  will  chang .  in  a  much  greater  ratio,  a  small  decrease 
in  the  counter-E.M.F.  causing  a  much  greater  increase  in  the  cur- 
rent, and  hence  in  the  power  delivered  by  the  motor.     For  example, 
if  the  counter-E.M.F.  of  a  125-volt  motor  is  120  volts  at  a  speed  of 
1 ,000  revolutions  per  minute,  and  the  armature  resistance  is  0.2  ohm, 
the  current  at  this  speed  is: 

E  -  e  ^  125  -  120 
R       ~         6.2 


Fig.  10.    Connecttons  of  Shunt  Motor 
wben  Running. 


=  25  amperes. 


If  an  additional  load  is  put  upon  the  armature,  it  naturally  slows 
down.     Suppose  it    to  slow  down  to  990  revolutions  per  minute. 

990 
The  counter-E.M.F.  will  then  decrease  to  ^^^;;;^  of    120,  or  118.8 


1,000 


volts;  and  the  current  will  rise  to: 

125  -  118.8 
0.2 


=  31  amperes. 
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Ttat  13,  a  decrease  of  1  per  cent  in  the  speed  causes  an  increase  of 
24  per  cent  in  the  current;  and  the  speed  will  continue  to  diminish 
until  the  current  increases  enough  to  supply  sufficient  power  to  pre- 
vent further  speed  reduction — that  is,  until  the  increased  input  equals 
tile  increased  demand.  Similarly,  a  diminished  load  which  will  allow 
the  armature  to  speed  up  to  1010  revolutions  per  minute  will  be 
accompanied  by  a  decrease  of  24  per  cent  in  the  current.  Small 
variations  of  speed  like  this  are  not  readily  noticed;  and  to  the  casual 
observer  the  motor  seems  to  adapt  itself  with  uncanny  knowledge  to 
its  work,  in  taking  without  apparent  effort  the  precise  current  for 
every  demand.  The  explanation  lies,  as  we  see,  in  the  fact  that  only 
a  slight  change  is  needed  in  the  delicate  balance  between  E  and  e  to 


Fig.  II.    Demagnetizing  Effect  or  Motor  Armktnre. 

accomplish  the  observed  result,  by  speed  variations  which  are  usually 
too  small  to  notice,  unless  very  sudden.  If  the  load  should  be  re- 
moved entirely,  there  is  no  tendency  for  the  motor  armature  to  race, 
for  every  sli^t  increase  in  the  speed  increases  e  and  diminishes  the 
flow  of  current  from  the  line,  thus  cutting  off  the  power  supply  when 
it  is  not  wanted. 

The  smaller  the  value  of  R,  the  greater  will  be  the  change  in  / 
'■    for  a  given  change  in  e;  in  other  words,  the  smaller  will  be  the  varia- 
I    tions  in  speed  with  changes  of  load.     Since  e  differs  from  E  by  IR, 
\    the  E.M.F.  required  to  send  the  current  through  the  ohmic  resistance 
t   of  the  armature,  and  in  well-designed  machines  IR  b  only  from  3  per 
cent  to  5  per  cent  of  E,  the  speed  falls  off  from  no  load  to  full  load 
only  by  this  small  percentage;  and  we  have  in  consequence  the  very 
valuable  ability  of  the  shunt  motor  to  run  at  practically  constant 
speed,  irrespective  of  the  load  upon  it.     The  small  variations  that 
actually  do  occur  are  not,  as  a  rule,  of  sufficient  importance  to  war- 
rant special  devices  for  their  correction. 


22  DIRECT-CURRENT  MOTORS 

EXAMPLE  FOR  PRACTICE; 

Calculate  the  current  through  the  above-mentioned  motor  when 
the  speed  is  1010  revolutions  per  minute. 

Ans.  19  amperes. 

Effect  of  Armature  Reaction  on  Speed.  To  eliminate  sparking, 
we  have  seen  that  it  is  necessary  to  shift  the  brushes  of  a  motor  back- 
ward, and  those  of  a  generator  forward.  In  l)oth  cases,  there  is 
introduced  a  demagnetizing  belt  of  conductors,  which  weakens  the 
field.  This  is  illustrated  in  Fig.  11,  which  shows  the  motor  brushes 
drawn  backward  from  the  no-load  position.  This  action  creates  a 
demagnetizing  belt  of  conductors  lying  between  B^  and  6^,  and  be- 
tween Bj  and  h^  As  the  motor  is  loaded,  the  field  is  therefore  pro- 
gressively weakened  by  the  increased  current  through  this  belt  of 
conductors,  and  the  counter-E.M.F.  reduced  correspondingly,  which 
tends  to  increase  the  speed.  Thus,  by  giving  considerable  back- 
ward lead  to  the  brushes,  it  is  possible  to  obtain  nearly  constant  speed 
at  all  loads.  Not  all  motors  are  designed  to  operate  with  so  great  a 
lead  as  this  would  often  re(|uire;  but  the  effect  is  always  present  in 
some  degree,  to  the  further  advantage  of  the  constant-speed  tendency 
of  the  shunt  motor. 

Speed  of  Shunt  Dynamo  Used  as  Motor.  If  a  shunt  dynamo 
is  used  as  a  motor  on  a  line  of  the  same  voltage,  its  speed  as  a  motor 
will  be  less  than  when  generating  the  line  voltage  as  a  dynamo.  To 
find  what  the  motor  speed  will  be,  we  may  proceed  as  follows: 

To  supply  /  amperes  to  the  line  at  £  volts,  E^y  the  E.M.F.  gen- 
erated in  the  armature,  must  be  E^  =  Ej  ^  IRy  where  R  is  the 
armature  resistance,  because  some  of  the  E.M.F.  generated  is  ex- 
pende<l  in  sending  the  current  through  the  armature  itself.  The 
E.M.F.  generated  in  the  armature  of  the  same  machine  used  as  a 

motor  is,  from  Equation  1 : 

e  =  f;  -  IR. 

Since  the  field  strength  is  the  same  in  the  two  cases,  both  being  sup- 
plied at  E  volts,  the  armature  E.M.F. \s  will  l)e  directly  proportional 
tothespeeil;  or, 

Motor  Sj>oe<l       ^     .  HjJR   _    ,   _  ^ /^^  approximately.  •  .(9) 

Dynamo  SiK'tMl     .     A\i  h  ^  IR  hd       ''  .r        \    / 

Since     ,   lies  ordinarily  between  0 .  03  and  0 .  05,  as  we  have  seen, 
E 
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it  follows  that  the  speed  of  a  ^ven  machine  as  a  motor  will  be  gen- 
erally from  6  per  cent  to  10  per  cent  less  than  its  speed  as  a  '';'namo. 
If,  however,  the  field  strength  is  not  constant,  either  because  of  arma- 
(iire  reaction  or  changes  in  the  field  current,  the  relation,  of  course, 
ceases  to  hold. 

EXAMPLE  FOR  PRACTICE 
A  certain  dynamo  i^  rated  at  25  kilowatts  at  220  volts  and  600 
revolutions  per  minute.     Its  armature  resistance  is  0.08  ohm.     What 
is  its  full-load  speed  as  a  motor?  Ans.     550  r.p.m. 


Direction  of  Rotation  of  Shunt  Motor.  To  examine  the  be- 
havior of  a  shunt  dynamo  used  as  a  motor,  a  modification  of  Fig.  3 
may  be  used.  Fig.  3  gives  the  general  directional  relations  between 
the  field,  current,  and  force  upon  an  armature  conductor;  and  Fig. 
12  represents  the  case  of  a  wire  on  a  dynamo  armature,  mi  ving 
toward  the  top  of  the  page,  the  current  creadng  a  force  on  the  wire 
which  is  against  the  direction  of  the  motion,  so  that  power  is  required 
to  keep  up  the  rotation.  Now,  if  the  machine  is  used  as  a  motor 
driven  liy  current  from  the  same  line,  the  direction  of  the  field  remains 
the  same;  but  the  current  through  the  armature  is  reversed,  and  the 
field  of  Fig.  12  will  be  changed  to  that  of  Fig.  13.  The  foree  on  the 
armature  wires  is  reversed,  and  is  now  in  the  direction  of  the  rotation, 


24 


DIRECT-CURRENT  MOTORS 


Dynamo 


Motor 
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ng.  14.    Direction  of  Current  In  Shunt 
Dynamo  and  Motor. 


instead  of  against  it  as  in  the  dynamo;  consequently  the  armature 
will  rotate  in  the  direction  of  its  rotation  as  a  dynamo.  The  reversal 
of  the  current  through  the  armature,  and  not  through  the  field,  is 
shown  in  Fig.  14. 

This  property  is  of  considerable  importance  when  shunt  dynamos 
are  operated  in  parallel.     If  reduced  speed  should  cause  the  E.M.F. 

of  any  machine  to  fall  slightly  be- 
low the  line  E.M.F.,  the  armature 
merely  continues  to  revolve  in  the 
same  direction  as  a  motor,  and 
no  harm  is  done. 

To   convert   a  shunt  dvnamo 
into  a  motor,  therefore,  if  the  di- 
rection of  rotation  is  to  remain 
the  same,  no  change  whatever  is 
necessary.     A   starting   rheostat 
must  l)e  added,  but  the  machine 
itself  needs  no  alteration. 
The  Starting  Resistance.    Very  small  motors  are  started    by 
simply  closing  the  switch  that  connects  them  to  the  line.     No  further 
apparatus  is  necessary,  especially  if  they  are  series-wound,  as  is  fre- 
quently the  case  to  save  the  expense  of  a  fine-wire  shunt  winding. 
For  motors  larger  than  about  one-cjuarter  of  one  horse-power,  at 
full  speed,  the  counter-E.M.F.  prevents  the  current  from  exceeding 
safe  values;  but  at  starting,  e  is  of  course  zero;  and  since  R  is  always 
very  small,  the  rush  of  current  that  would  take  place  on  throwing  the 
full  line  voltage  upon  the  motionless  armature  would  blow  out  all 
the  fuses,  or  might  damage  the  armature  or  even  the  line  itself.     Hence 
it  becomes  necessary  to  insert  a  resistance  temporarily  in  the  arma- 
ture circuit,  cutting  it  out  graduiiHy  as  the  speed  rises.     Such  a  re- 
sistance is  called  a  starting  rheostat  or  starting  box. 

The  diminution  of  current  through  the  armature  as  the  speed 
increases  may  be  easily  shown  by  putting  an  incandescent  lamp  of 
alx)ut  50  candle-power  in  series  with  the  armature  of  a  small  motor. 
Fan  motors  are  usually  series-wound;  and  with  such  it  is  enough 
to  put  the  lamp  anywhere  in  the  circuit  between  the  motor  and  the 
line.  When  the  switch  is  dosed,  the  lamp  burns  brightly  for  a  mo- 
ment and  then  grows  dim  as  the  armature  speeds  up,  showing  that 
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under  these  conditions  the  starting  current  is  much  greater  than  the 
running  current.  The  resistance  of  such  small  motors  is  high  enougU 
to  prevent  damage  to  the  motor  during  the  two  or  three  seconds  re- 
quired to  come  to  full  speed,  even  though  no  starting  resistance  is 
used. 

The  starting  hox  itself  consists  mainly  of  a  resistance  divided 
into  small  sections  and  arranged  with  suitable  contacts  so  that  by 
moving  the  arm  of  a  switch  the  sections  can  be  cut  out  one  after  an- 
other. At  full  speed,  the  entire  resistance  is  cut  out,  and  the  full 
line  E.M.F.  is  applied  to  the  armature  terminals.     The  resistance 


.ooooooo^^    ^ 


FIe,  IB.    face  d[  Starting  Box.  Fig.  10.    Interlorol  StanlnsBoz. 

WeBtlnghoDse  Electric  A,  Manufactmiog  Com- 
pany, PlttlbUTK.  P&' 

itself  is  made  of  iron  wire  or  riblwjn,  wound  upon  asbestos-insulated 
tubes  or  strips,  or  embedded  in  insulating  enamel. 

The  face  of  such  a  rheostat  has  the  general  appearance  shown  in 
Fig,  15,  which  shows  the  movable  switch  arm  A,  the  row  of  contact 
studs  B,  and  a  small  magnet  E  whose  function  will  be  explained  later. 
The  interior  of  a  rheostat  is  illustrated  In  Fig.  16.  One  side  and  the 
bottom  of  the  box  are  shown  removed  for  inspection  of  the  resbtance 
coils  or  for  repairs. 

When  the  motor  is  of  50  horse-power  or  over,  the  sparking  that 
always  occurs  at  the  contact-studs  soon  bums  them  and  causes  trouble, 
and  the  form  of  rheostat  shown  in  Fig.  15  is  being  superseded  by  a 
type  in  which  the  sections  of  the  resistance  are  cut  out  by  separate 
switches.  One  such  form  b  shown  in  Fig.  17.  The  cut  represents 
ft  multiple-3«'itcb  starter  for  a  500-horse-power,  220-voU  motor. 
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The  first  switch  on  the  left  is  held  closed  by  an  electromagnet  through 
which  the  field  current  parses;  and  the  other  switchecare  held  by 
latches.  Each  switch  has  upon  it  a  metal  plate  which  prevento 
closing  it  until  the  switch  at  its  left  has  been  closed;  and  the  inter- 
locking mechanism  thus  obtained  prevents  a  carciess  operator  irom 
closing  the  switches  in  the  wrong  order.  When  the  current  is  cut  ofi', 
the  switch  on  the  left  is  opened  automatically  by  a  spring,  and  this 


s    in    turn;  and  so  on   -jntil 
ready  for  starting  the  motor 


frees  the  .switch  next  to  it;  lliis  i 
all  have  opcnal,  when  thi  apjiuratu: 
again. 

In  sturtinj;  mo  tor-genera  I  or  si-ts,  n>tary  converters,  and  other 
apparatus  when-  the  .starling  ciirnul  is  only  n  .-.mail  fraction  of  the 
running  current,  it  isdesirahle  to  cut  out  the  enliro  .starting  mechanism 
after  full  spce<l  is  airained.  In  .such  ca.ses  a  simpler  .starting  device 
i.<i  often  used,  of  relatively  small  capacily  and  without  automatic 
attachments.  One  form  of  .^ueli  starting  ilevi<v  is  .shown  in  Fig.  18, 
The  picture  .shows  clearly  tlie  way  in  wliieli  the  steps  of  the  resistance 
are  cut  out  as  the  switch-blade  is  slowly  pushed  home.    This  switch 
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ts  placed  on  the  general  switchboard  of  the  apparatus,  and  the  re- 
sistance  mounted  separately. 

The  maximum  resistance  R  of  the  starting  rheostat  is  deter- 
mined by  the  equation  R  =  -^,  where  /  is  the  current  required  to 

start  the  motor.  Prc<,uendy  n^otors  must  start  under  load,  and 
the  necessaiy  starting  current  is 
considerabl  greater'  than  the 
normal  fall-load  running  current 
—sometimes  two  ir  three  times 
as  much.  An  good  motor  will 
safely  -ndure  this  overload  for 
the  15  or  30  seconds  required 
to  come  up  to  speed;  and  many 
starting  rlieostats  are  designed 
to  carry  for  this  ti  a  50 
per  cent  excess  over  the  full- 
load  motor  current.  But  when 
a  greater  starting  current  than 
this  is  needed,  or  when  it  is 
desirable  to  allow  the  motor  a 
minute  or  more  in  whi  h  to  come 
up  to  speed,  the  onlinary  starting 
rheostat  is  liable  to  overheat,  and 
one  of  larger  s':e  mu:;t  he  in- 
stalled. With  a  ucsigned  to 
start  the  motor  under  load,  the 
spee<l  will  rise  rather  quickly  if 
the  motor  is  not  loaded;  but  this 
does  no  harm  if  the  current  is  not 
Mtcessive. 

Electrical  Connecllona  of  Shunt  Motor.  Fig.  19  represents 
>erhaps  the  simplest  method  of  wiring  a  shunt  motor  and  starting 
•heostat  on  constant-potential  mains.  From  the  line,  the  wires  lead 
;hrough  a  fuse-block  F  and  a  double-pole  switch  S.  If  the  motor 
s  a  large  one,  a  circuit-breaker  is  better  than  fuses.  On  tracing  out 
he  connections,  it  will  be  seen  that  when  the  switch  S  is  closed  the 
Airrent  flows  through  the  motor  fields.     With  the  rheostat  arm  a  in 
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the  position  shown^  no  current  flows  through  the  annature;  but  on 
moving  the  arm  to  the  first  contact,  the  armature  circuit  is  closed 
through  the  resistance  R,  which  is  gradually  cut  out  as  the  handle  is 
moved  to  the  left.  Opening  the  main  switch  cuts  ofT  the  line  current, 
but  leaves  the  field  connected  across  the  armature  terminals,  as  in  a 
dynamo;  so  that,  as  the  motor  comes  to  r    t    the  fields  die  down 


Fig.  19.    Wiring  Connections  of  Shunt  Motor. 

gradually  without  the  destructive  flash  that  would  occur  if  the  field 
circuit  were  opened  suddenly  while  the  magnets  are  excited.  For 
tbr  re.\s();'  the  field  circuit  should  not  he  opened  first 

'When  the  armature  has  come  nearly  to  rest,  the  rheostat  arm 
is  restored  to  the  original  position,  and  the  motor  is  ready  for  starting 
again. 

Automatic  Release.  The  preceding  diagram  has  been  drawn  to 
reduce  the  principle  to  its  lowest  terms  and  to  keep  the  drawing 
clear;  hut  in  practice  the  simple  rheostat  shown  is  seldom  used. 
After  the  motor  is  shut  down  by  openin;*  the  .  *.\n  switch,  the  rheostat 
lever  miist  lx»  moved  back  by  hand,  to  the  starting  position;  and 
this  h  an  operating  detail  that  is  very  easily  forgotten.  Consequently, 
when  the  motor  is  to  In*  startcnl  again,  the  position  of  the  arm  may 
not  Ik»  notictnl,  and  damage  may  Iw  done  by  closing  the  switch  with 
no  resistance  in  the  armature  circuit.  Furthermore,  the  power  supply 
may  be  cut  off  and  the  line  may  become  ''dead''  while  the  motor  is 
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running,  whereupon  the  motor  stops  of  itself  with  the  rheostat  arm 
in  the  running  position  as  before.  It  is  therefore  the  almost  universal 
custom  to  install  rheostats  which  are  arranged  to  allow  the  arm  to 
fly  back  automatically  to  the  off  position  whenever  the  power  is  shut 
off  from  the  motor.  One  method  of  accomplishing  this  is  to  connect 
the  auxiliary  or  retaining  magnet  shown  in  Fig.  15  in  series  with  the 


Fig.  90.    Ck>nQections  of  Motor- Starting  Rheostat  with  No- Voltage  Release. 

motor  fields,  the  rheostat  arm  being  provided  with  a  spring  tending 
to  throw  it  back  into  the  off  position.  When  in  the  running 
position,  as  shown,  the  iron  arm  is  held  by  the  attraction  of  the 
magnet  against  the  force  of  the  spring;  but  when  the  motor  loses 
its  field,  the  magnet  loses  its  power,  and  the  spring  carries  the 
arm  back  into  the  off  position.  The  retaining  magnet  is  placed  in 
series  with  the  field  rather  than  the  armature,  because  it  is  thus  inde- 
pendent of  the  load  on  the  machine,  and  in  addition  affords  protec- 
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tion  in  case  the  field  circuit  should  be  broken  while  running,  thus 
lea  zing  the  armature  without  any  counter-E.M.F. 

There  are  other  ways  of  accomplishing  the  same  result  The 
one  shown  in  Fig.  20  represents  a  method  of  connection  employed 
by  the  (Jeneral  Electric  Company.  Here,  as  may  be  seen  by  tracing 
out  the  connections,  the  retaining  magnet  is  connected  across  the  ar- 
mature terminals.  When  the  line  circuit  is  opened,  the  rheostat  arm 
is  held  by  the  current  generated  in  the  magnet-coils  by  the  armature 
E.  M.  F.,  until,  as  the  armature  slows  down,  the  magnet  weak- 
ens, and  the  spring  pulls  the  arm  over  into  tlie  starting  position. 

Wiring  Connections.    Figs.  15  and  19  are  typical.  The  ordinary 

starting  rheostat  has  three  terminals,  which  are  usually   marked 

.^  Line,  Armature,    and    Field    or 

c  w 

Shunt  Field,  There  are  four  ter- 
minals on  the  motor  (a,  b,  c,  d. 
Fig.  21) — two  for  the  armature 
and  two  for  the  field;  but  one 
armature  and  one  field  terminal 
are  always  at  the  same  potential 
and  may  therefore  be  connected. 
Fig.  21.  Motor  Field  and  Armature  leaving  three  Separate  terminals 

r',  a,  and  b  on  the  motor,  which 
may  be  called  Line,  Armature,  and  Field,  respectively. 

If  the  rheostat  terminals  are  marked  as  above,  the  wiring  of  a 
shunt  motor  then  l)ecomes  a  simple  matter.  After  putting  in  the 
fuses  and  double-pole  switch,  first  run  a  wire  from  one  pole  of  the 
switch  to  the  rheostat  terminal  marked  Line,  Run  a  second  wire 
from  the  Armature  terminal  of  the  rheostat  to  the  free  terminal  a  of 
the  motor  armature,  and  a  third  wire  from  the  Field  terminal  of  the 
rheostat  to  the  free  tenninal  b  of  the  motor  field.  This  wire,  which 
carries  onlv  the  field  current,  mav  often  be  made  smaller  than  the 
others.  Finally,  run  a  wire  from  c\  the  common  terminal  of  the 
motor  field  and  armature,  bark  to  the  other  pole  of  the  switch. 

A  common  mistake  in  wiring  consists  in  interchanging  the  Line 
and  Armature  wires  at  the  starting  1k)x.  On  the  first  contact-stud, 
this  puts  the  field  across  the  brushes  and  therefore  in  parallel  with  the 
armature,  l)oth  being  in  series  with  the  starting  resistance.  Hence, 
since  most  of  the  line  E.M.F.  is  expended  in  the  resistance,  there  is 
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very  little  across  the  terminals  of  the  field  winding  and  the  armature; 
and  the  field  is  consequently  so  weak  that  the  motor  may  not  develop 
sufficient  starting  torque  unless  the  current  is  large  enough  to  injure 
the  starting  box.  This  is  one  of  the  first  places  to  look  for  the  trouble, 
if  a  motor  does  not  start  properly  when  first  installed. 

There  are  several  methods  of  arranging  the  connections  inside 
the  starting  box  itself,  as  shown  in  Fig.  22,  in  which  the  retaining  mag- 
net E  is  drawn  outside  the  box  for  clearness.      It  will  be  noticed  that 
the   only  difference  is   in   the  connection  of  the  field  circuit.     In 
the  upper  diagram,  closing  the 
switch  establishes  the  field  cir- 
cuit; while  in  the  lower  diagram, 
no  current  flows  until  the  rheo- 
stat arm  is  moved  to  the  first 
stud.     In    the    lower    diagram 
the  starting  resistance  is  always 
in  the  field  circuit;  but  its  re 
sistance   is  so  small  compared 
with  that  of  the  field  coils  that 
its  effect  is  not  noticed.    By  an 
auxiliary  contact  m,  the  resist- 
ance   is  sometimes  cut  out  en- 
tirely.  The  little  magnet  E  takes  only  a  few  watts,  and  is  without 
effect  on  the  operation  of  the  motor. 

Overload  Release.  This  is  a  useful  addition  to  the  starting  box, 
for  the  purpose  of  cutting  the  motor  out  of  circuit  when  the  armature 
current  becomes  excessive,  without  relying  on  the  fuses  or  circuit- 
breaker.  It  consists  of  a  second  electromagnet  through  which  the 
armature  current  passes,  mounted  on  the  face  of  the  starting  box, 
and  provided  with  a  movable  armature  which  hangs  down  like  a 
hinge  below  the  magnet-poles.  When  the  current  exceeds  the  proper 
strength,  the  armature  is  lifted  by  the  attraction  of  the  magnet  and 
presses  against  little  contact-pins,  short-circuiting  the  release  magnet 
holding  the  rheostat  arm,  whereupon  the  arm  at  once  flies  back  to 
the  off  position. 

This  device  is  not  intended  to  be  used  as  a  substitute  for  the 
fuses,  but  is  adjustable  and  useful  for  taking  care  of  overloads  not 
exceeding  about  50  per  cent.     Heavier  fuses  may  then  be  used,  giving 
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the  necessary  protection  but  saving  the  annoyance  of  frequenOj 
blown  fuses.  Fig.  23  shows  thu  connwtions  of  a  rheostat  equipped 
with  an  overload  release  of  this  type. 

OPERATION  OF  MOTOR 
To  Start  the  Motor.     In  starting  the  motor,  the  following  direc- 
tions are  to  be  observed : 

1.     Close  the  main  switch.     According  to  the  method  of  coi>- 


<r  MnlorStBrllnK  IthfoMat  with  No-VolUn 
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nection,  n.s  shoivii  in  Fig.  22,  this  will  cither  establish  the  current 
through  the  fielci.  or  will  merely  liring  the  line  voltage  up  to  the  start- 
ing Iwx. 

2.  Move  (lie  rheostat  levur  lo  the  first  contact,  and  hold  it  there 
for  one  or  two  sc<oik1s. 

3.  Move  the  lever  to  the  second  stud,  and  hold  it  there  lor 
about  one  second;  and  so  on,  until  all  tlic  studs  have  been  passed 
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over  and  the  resistance  is  short-circuited.  The  lever  should  then  be 
firmly  held  by  the  retaining  magnet.  The  entire  operation  should  not 
consume  more  than  15  to  30  seconds. 

If  the  motor  does  not  start  when  the  lever  is  on  the  third  stud, 
open  the  main  switch,  and  look  for  the  trouble.  It  may  be  due  to 
one  or  another  of  the  following  causes : 

1.  Overload. 

2.  An  open  circuit  somewhere. 

3.  A  short  circuit  somewhere. 

4.  Wrong  connections. 

No  cause  of  motor  trouble  is  more  common  than  simple  over- 
loading. Always  at  the  time  of  installation,  and  occasionally  there- 
after, an  ammeter  should  be  connected  into  the  motor  circuit,  and  its 
reading  compared  with  the  rated  current  of  the  motor.  Motors  are 
designed  to  do  their  work  with  but  little  attention.  They  frequently 
get  none  at  all;  belt,  commutator,  and  bearings  are  neglected;  ad- 
ditional machinery  is  put  into  the  shop  and  operated  from  the  original 
motor;  and  so  on — with  the  inevitable  result  of  overload. 

,  The  methods  of  locating  troubles  and  remedying  them,  and  of 
caring  for  dynamo-electric  machinery  in  general,  are  matters  of  such 
importance  that  their  full  discussion  requires  treatment  in  a  separate 
paper. 

To  Stop  the  Motor.  Open  the  main  switch.  The  motor  will 
run  for  a  little  time  by  its  own  momentum,  and  the  retaining  magnet 
will  not  allow  the  rheostat  arm  to  fly  back  until  the  armature  has 
slowed  down  considerably.  If  the  contact-studs  are  dirty,  the  lever 
may  not  move  readily  over  them;  and  if  it  does  not  fly  back  sharply, 
they  should  be  cleaned,  and  the  spring  on  the  lever  adjusted  if  neces- 
sary. 

Reversing  Direction  of  Rotation.  Most  motors  are  now  built 
with  radial  brushes,  and  may  rotate  equally  well  in  either  direction. 
To  reverse  the  rotation,  it  is  necessary  to  change  the  direction  either 
of  the  field  or  of  the  armature  current,  but  not  of  both,  since  the 
double  reversal  would  be  equivalent  to  turning  Fig.  3  over  twice, 
leaving  the  force  upon  the  armature,  and  consequently  the  rotation, 
in  the  same  direction  as  before. 

To  allow  easy  connection  for  rotation  in  either  direction,  some 
motors  are  provided  with  separate  field  and  armature  terminals,  as 
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shown  in  Fig.  24.     The  direction  of  the  armature  current  can  thei 
i>e  reversed  by  changing  the  connections  as  shown. 

In  motors  which  are  to  Ik*  reversed  while  in  operation,  the  arma- 
ture connections  are  the  ones  changed,  because  this  causes  less  severe 
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Fig.  24.    Connections  for  Keverslnjja 

Ml  It  or. 


Pig.  S5.    Reversing  Switch. 

+ 


IMk-  W    ( 'onnections  of  Keveninc Switch. 


Strains  on  the  insulation  than  n^versing  tht»  highly  inductive  field 
cin'uit.  If  the  motor  is  merely  to  Ik*  reversed  once  for  all,  the  brushes 
should  1k'  shiftcnl  to  the  {)n)jHT  lead  on  the  other  side  of  the  no-load 
[K>sition;  but  if  it  must  run  in  either  dinrtion  while  at  work,  of  course 
no  lead  can  1h*  given  to  the  bru.shes,  and  they  must  be  fixed  per- 
manently in  th<'  no-load  [K)sition. 
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A  motor  sfuyuld  never  be  reversed  while  running,  except  Jot  the 

most  necessary  reasons,  and  then  not  until  the  full  resistance  is  inserted 

in  the  armature  circuit.     For  with  the  line  E.M.F.  reversed,  the 

eounter-E.M.F.  of  the  armature  is  for  a  moment  added  to  that  of 

the  Hnc,  and  the  excessive  current  tliat  flows  brings  the  armature 

to  a  stop  with  a  severe  jolt  that  is  very  likely  to  cause  damage. 

Fig.  25  shows  one  form  of  reversing  switch;  and  Fig,  26,  the 

manner  of  its  con- 
nection   into    the 

armature     circuit. 

In  Fig.  25,  H  and 

H  are  brass  bars 

pivoted  at  n  and  b, 

and  connected  by 

a  fiber  cross-piece 

K.  As  shown,  they 

are  in  contact  with 

the  studs  d  and  e. 

WTien  K  is  moved 

so  as  to  bring  the 

bars   on  the  studs 

c  and  d,  as  shown 

by  the  dotted  hnes, 

it   is  easy   to  see 

that    the   current 

will    be    reversed 

in  the  circuit  AB. 

Fig.  27  shows,  at  a,  a  simple  and  satisfactory  reversing  switch 

made   by  cross-connecting   ihe  clips   of   an  ordinary  donble-pole, 

Jouble-throw  knife  switch.   The  line  circuit  is  connected  to  the  clips; 

he  circuit  to  be  reversed  b  connected  to  the  switch-blades;  and 

limply  throwing  the  switch  up  or  down  accomplishes  the  result. 

At  b  in  Fig,  27  is  shown  the  principle  of  cylinder  construction 
vhich,  in  a  more  elaborate  form,  is  muc4i  used  for  speed  controllers. 
n  the  diagram,  an  insulating  cylinder  carries  two  rows  of  contact- 
ilocks  against  which  spring  contact-fingers  press,  connected  to  the 
arious  terminab  of  the  motor  circuit.  When  the  cylinder  is  turned 
D  bring  the  blocks  j  and  k  into  contact  with  the  fingers,  the  current 
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will  fiow  downwards  through  the  motor  armature;  and  with  die 
blooks  m,  11,  p,  and  q  in  conlatt,  the  current  will  flow  upwards.  It 
is  obvious  that  this  aiTangement  may  be  extended  to  execute  much 
more  compHcated  combinations  of  circuits,  by  the  use  of  more  fingers 
and  more  rows  of  contact-blocks;  and  in  a  highly  developed  fwm 
it  is  widely  used  for  controlling  the  motors  of  street-railways. 

Automatic  Starters.    The  control  of  a  motor  frum  a  distance 
usually  involves  the  necessity 
of  a  self-starting  apparatv», 
by  which   all    the  motions  of 
the  starting  rheostat  are  auto- 
matically performed  on  clos- 
ing the  distant  control  switch. 
The  movement  of  the  rheostat 
arm  is  effected  by  a  solenoid, 
and  the  rate  of  its  motion  is 
governed  by  a  dashpot  filled 
with  oil.  A  valve  in  the  dash- 
pot  allows  the  total   time  of 
the  motion  to   be    varied  as 
re<|uired;  or  thick  or  thin  oH 
may  Iw  used   for    the   same 
puqmse.     Perhaps   the  most 
common  instance  of  this  kind 
of   service    is   the    supply   of 
open  tanks  with  water,  aod 
cIushI    reservoirs  with  coni- 
prcHsc*!  jiir.      In  the   firs!  case,  a.  float  switch  starts  the  pump  when 
tlie  Wilier  falls  ticlow  u  ccrlaiii  level,  and  .stops  it  when  the  tank  is 
full;  in   (he  m-coiuI  v.isv.  thv  pressure  must  lie  kept  within  certain 
limits,  and  ;i  diaphrajrrn  valve  makes  and  lin^ak-f  tlie  control  circuit. 
Fiji.  2S  shows  a  si'lf-starler  o[x-raled  by  a  float  switch.     This 
switch,  when  closed,  ciu-rp/es  the  solenoid  of  the  inatn  switch  shown 
alxive   the    motor   in    the  diaj^rani.     Closing    the   main   switch    also 
cnergines  the  Mih-noid  on  the  rheoslal  arm,  and  ihe  ann  rises,  thus 
starting  the  motor.     At  lli<-  end  of  its  travel,  the  arm  breaks  a  con- 
tiiel,  and  by  sn  iloing  inserts  an  incandescent  lamp  in  the  circuit  of 
tile  solenoid,  prcvcntiug  overheating,  a  .small  current  being  enou^ 
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to  hold  the  arm  in  place.  The  motion  of  the  arm  also  inserts  a  lamp 
resistance  in  the  circuit  of  the  main  switch  solenoid,  as  a  safety  device. 
For  if  the  main  switch  is  opened,  and  then  closed  before  the  rheostat 
arm  has  inserted  all  the  resistance  into  the  motor  circuit,  the  rush  of 
current  might  blow  the  fuses;  but  the  lamp  is  short-circuited  only  in 
the  off  position  of  the  arm;  and  Only  under  these  conditions  is  the 
current  strong  enough  to  lift  the  plunger  and  close  the  switch. 

Reversing  Starters,  Lathes  and  other  machine  tools  must  often 
run  backwards  as 
well  as  forwards. 
Fig.  29  shows  a  start- 
ing apparatus  de- 
signed to  meet  this 
condition.  It  is  in 
effect  a  pair  of  start- 
ing rheostats,  de- 
signed to  bring  the 
motor  to  full  speed  in 
either  direction. 
When  the  handle  is 
in  the  middle  posi- 
tion, the  motor  is  cut 
out  of  circuit;  and 
moving  the  handle  to 
one  side  or  the  other 
starts  the  motor  for- 
ward   or    backward 

correspondingly.  ng.  20.    FuII  Reverse  Motor  Starter. 

Cutler-Hammer  Mfg.  Co..  Milwaukee,  Wis. 

SPEED  CONTROL  OF  SHUNT  MOTORS 

Varying  E.  M.F.  at  Brushes.  A  wide  range  of  speed  is  easily 
obtained  by  simply  inserting  a  suitable  resistance  in  the  armature 
circuit,  as  indicated  by  R,  Fig.  30,  leaving  the  field  circuit  FF  un- 
changed. The  amount  of  resistance  inserted  in  order  to  obtain  the 
desired  speed  and  torque  can  be  calculated  in  several  ways. 

Example,  A  certain  110-volt  shunt  motor  takes  75  amperes  at  full  load, 
at  a  speed  of  700  revolutions  per  minute.  What  resistance  must  be  put  in 
series  with  the  armature  to  obtain  half-speed  at  two-thirds  of  the  full-load 
torque? 
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Solution.     In  Equation  7  (page  17), 


R  includes  not  only  the  armature  resistance,  but  any  other  resistance 
that  may  be  in  series  with  it.  At  full  speed  there  b  no  resistance 
in  the  armature  circuitj  except  that  of  the  armature  itself;  and  this 
b  negli^ble  in  problems  like  these,  so  that  in  this  case  we  may  write: 

The  torque  at  the  new  speed  will  obviously  require  two-thirds 

of  75  amperes,  or  50  amperes.     Therefore,  using  E^^uation  7  again, 

F.  -  IR     ,,,,,     110-50R       ,         Bill. 
s  -  — r .         =   IStt  =    -  iT^c-j —  i   whence  ft  -  1 , 1  ohms,  neariy. 

For  a  more  exact  solution,  the  arma- 
ture resistance  should  be  known;  but  the 
above  method  is  quite  accurate  enough  for 
all  ordinary  cases. 

The  above  method  of  speed  control 
has  the  advantage  of  simplicity,  dieap- 
ness,  and  wide   range.     It  is  objection- 
able, however,  when  the  load  is  fluctuat- 
ing, for  the  E.M.F.  at  the  armature  ter- 
tninuls,   and    hence    the  speed,    depend 
upon  the  JR  Xo'ss  in  the  resistance;  and 
IR  of  course  varies  with  every  change  in 
/.     Thus,  whenever  the  load  increases, 
tlie  speetl  will  di-iTca-se,  and  conversely; 
uiid  this  is  objectionable  in  many  classes 
of  work.     A  .second  objection  is  that  the 
voltage  taken  up  in  the  n'sistancc  rcpn'.sents   just  so  much  power 
WU.1U1I,  the  liiss  in  waffs  U-inn  siiiijily   PR.     With  a  laige  motiH', 
tlii.s  loss  lujiy  1k'  a  sonii-wliat  exiH-nsivr  matter;  with  a  small  one,  the 
siniplicily  and  convenience  largely  off.set  the  co.st  of  operation. 
EXAMPLES  FOR  PRACTICE 
I.     The  full-Iimd  cnrrciit  of  a  2.^)-vi)lt  motor  is  20  amperes,  and 
the  .sjK-tHl  MX)  n-vnhitioiis  |ht  iiiiiuitc.     What  n-si.stance  is  required 
in  "wrics  with  the  annatiirt',  to  give  i[-s[Mfd  with  \-fulI-load  torque? 

Ans.    6.25  ohms. 


DIRECT-CURRENT  MOTORS 


30 


2.  What  is  the  power  loss  in  the  resistance  added  to  the  110- 
volt  motor  discussed  above?  Ans,     2,750  watts. 

3.  What  fraction  of  the  power  supplied  to  the  250-volt  motor 
above  discussed  is  wasted  in  the  added  resistance? 

Ans.    25  per  cent. 

It  is  important  to  note  that  for  the  above  purposes  the  starting 

rheostat  must  never  be  used.     The  specific  heat  of  the  materials  of 

the  rheostat  is  utilized  to  keep  its  temperature  within  safe  limits  during 

the  brief  time  required  for  starting.     The  box  is  not  large  enough  to 


dissipate  much  heat,  and,  if  used  as  a  speed  controller,  would  bum 
out  in  a  very  short  time.  Resistances  used  to  dissipate  much  energy 
continuously,  must  have  liberally  proportioned  surfaces  and  free 
ventilation.  Small  ones  are  usually  made  of  iron  wire,  larger  ones 
of  iron  ribbon,  wound  on  asbestos  supports  to  expose  as  much  sur- 
face as  possible  to  the  air;  very  large  ones  are  made  of  zigzag  strips 
of  cast  iron,  called  grids.  Fig.  31  shows  single  grids  of  various  sizes. 
As  many  elements  as  needed  are  assembled  in  iron  frames. 

Speed  Control  by  Varying  Field.  This  method  is  very  simple 
in  principle,  and  wastes  but  little  energy  in  the  controlling  resistance. 
By  varying  a  resistance  in  series  with  the  field  windings  of  a  shunt 
motor,  the  field,  and  hence  the  speed,  are  controllable  to  a  certain 
extent.  The  advantage  of  this  method  of  control  is  in  its  simplicity, 
and  in  the  fact  that  since  the  field  current  is  small,  there  is  but  little 
energy  wasted  and  little  heat  to  dissipate  from  the  rheostat.    Further, 
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the  speed  is  adjustable  by  small  steps.  Th*;  disadvantage  of  the 
method  arises  from  the  fact  that  the  field  must  not  be  weakened  below 
the  point  of  satisfactory  commutation.  This,  with  an  ordinair 
motor,  limits  the  speed  variation  to  about  25  per  cent,  or  perhaps 
30  per  cent.     If  a  greater  range  than  this  is  required,  a  larger  and 


heavier  fitld-magnet  must  Ix'  proviilcii;  fur  example,  for  a  2  to  1 
variation,  a  15-lior.se-powcr  frame  sliouid  Ik;  used  for  a  lO-horse- 
power  motor,  while  a  3  to  1  varialioii  rf<niires  a  20-horse-power 
frame  for  a  Kt-horse-power  motor,  with  otlier  sizes  in  pn^mrtion. 
This,  of  course,  means  a  motor  of  liirgc  size  in  proportion  to 
iLs  output.  The  tortjue  diminishes  with  (Ik-  weakened  field,  and 
this  is  just  f<)m|>ensated  by  the  increased  speed,  so  that  the 
motor  runs   with    practically  constant    horse-power   output.      For 
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still  greater  speed  variations,  special  constructions  are  used,  which 
will  be  described  later.  Fig.  43  (page  52)  shows  an  adjustable- 
speed  motor  giving  a  3  to  1  variation  in  speed  by  variation  of  field 
resistance. 

Apart  from  the  extra  size  of  the  motor,  speed  control  by  this 
system  is  very  satisfactory  where  conditions  do  not  warrant  the  instal- 
lation of  a  multiple-voltage  system. 

Control  by  Vaiying  Magnetic  Reluctance.  If  the  reluctance 
of  the  magnetic  circuit  is  varied,  the  field  strength  will  vary  though 


Fig,  S»A.    Sectional  Vl< 


lable-Spesd  Motor  Shown  In  Fig.  tt. 


the  Beld  current  is  kept  constant.  Advantage  of  this  is  taken  in  the 
motor  illustrated  in  Fig.  32.  In  tliis  machine  the  field  con'S  and 
poles  are  hollow  and  provided  with  iron  plungers,  which  can  be 
Boved  toward  the  armature  or  away  from  it  by  a  hand-wheel  operating 
luitable  gearing.  The  advantage  of  this  construction  is  that,  whea 
he  plungers  are  withdrawn,  the  magnetic  flux  is  obliged  to  enter  the 
irmature  through  the  edges  of  the  pole-pieces;  and  hence,  ever  with 
he  weakest  total  field,  the  actual  distribution  is  always  such  as  to 
;ive  proper  commutation.  Moreover,  the  armature  reaction  is  re- 
duced with  weak  fields,  because  iron  i.s  removed  from  the  path  of  the 
ross-flux,  and  this  also  assi.sts  commutation.  A  3  to  1  speed  variation 
t  obtained. 
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Control  by  Var>ing  Line  E.M.F.    This  will  be  discussed  later, 

under  the  heading  Multi^  Voltage  Systems. 

Combination  Methods.  It  is  evident  that  the  preceding  methods 
of  speed  control  are  largely  independent  of  one  another,  and  may 
therefore  Ik?  used  in  combination,  giving  a  wide  range  of  speed ;  and 
several  combinations  are  discussed  in  the  following  pages.  They  are 
applicable  to  shunt  and  series  motors  alike.  When  a  number  ci 
running  spei*ds  forward  and  backwanl  are  required,  as  in  hobting 
machinery  and  machine  t(H)ls,  and  the  stops  and  starts  are  frequent, 
as  in  elevator  ser\'ice,  the  controlling  apparatus  must  be  of  the  most 
substantial  construction,  and  is  often  very  elalx>rate. 

SERIES  MOTORS 

As  with  series  dynamos,  the  armature  and  field  windings  of  these 
machines  arc  in  series,  and  the  same  current  therefore  passes  through 
both.  They  are  always  used  upon  ek*(*tric  railways,  and  in  general 
for  oj)eratiiig  hoisting  and  mill  machinery,  where  a  strong  starting 
tonjue  is  rwjuired  without  the  necessity  of  constant  speed.  IJke 
shunt  motors,  they  are  practically  always  operated  on  constant- 
potential  circuits. 

Direction  of  Rotation.     In  considering  the  direction  of  rotation 
of  a  shunt  dynamo  usimI  as  a  motor  (page  23),  it  was  noted  that  the 
field  and  th(*  direction  of  rotation  remain  unchanged  when  the  arma- 
ture curr(»nt  reverses* its  direction,  and  the  dynamo  becomes  a  motor; 
but  in  th(»  case  of  a  series  dynamo  ustnl  under  like  conditions,  the 
reversal  of  tlu*  current  n»verses  the  field  as  well,  and  hence  the  arma- 
ture tends  to  rotate  in  the  opposite  dirt^ction.     If,  therefore,  a  series 
dynamo  wen»  fcH'ding  a  constant-potential  circuit,  and  its  E.M.F. 
fell  Ik»1ow  that  of  th(»  line*  for  any  reason,  its  rotation  would  be  re- 
verst*d  and  the  machine  would  \k*  injurtMl. 

A  seri<»s  motor  will  run  in  the  same  direction,  no  matter  which 
direction  tlu*  curn»nt  takes  through  it;  for  reversing  the  armature 
current  reverses  the  field  as  well,  and  luMice  leaves  the  rotation  un- 
changed. To  n'verse  th(»  rotation,  it  is  ne(»essarv  to  reverse  the  rela- 
tion of  the  armature  and  fi(*ld  currents,  and  this  is  usually  done  by 
interchanging  the  armature  terminals. 

Speed  and  Torque  Curves.  Wlien  a  series  motor  running  at  a 
given  s|><M*d  on  constaiit-]K)tential  mains  has  an  additional  load  put 
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upon  it,  the  armature  slows  down,  the  counter-E.M.F.  decreases, 
and  more  current  flows  from  the  line.  But  since  this  current  passes 
through  the  field-coib,  the  field  strength  will  increase,  and  this  will 
further  reduce  the  speed,  while  the  torque  will  increase  enough  to 
take  care  of  the  increased  load.  Throwing  off  the  load  will  allow 
the  armature  to  speed  up,  and  this  will  increase  the  counter-E.M.F,, 
reducing  the  current,  which  in  turn  reduces  the  field  strength  and 
still  further  increases  the  speed,  until  the  power  delivered  and 
the  losses  together 

ni-niol      tlip     nnwpr  s,    c  <t'  SO  nPOutput  at  6B  ^mp.  inout 

equal    ine    power       |  |  ^|  voo-iatifSror  rrrm,nahsSo 

taken  from  the  ^S*f  ^* 
line.  Hence  the  *^*'5?r 
series  motor  has 
a  different  speed 
for  every  load.  If 
the  .strength  of  the 
field  were  propor- 
tional to  the  cur- 
rent, the  speed 
cur\'e  would  be  a 
straight  line;  but 
as  the  current  in- 
creases, the  mag- 
nets are  more 
nearly  saturated, 
and  the  speed  de- 
creases less  rapidly  toward  full  load.  The  speed  curve  takes,  in  gen- 
eral, the  form  shown  in  Fig.  33,  which  is  from  a  50-horse-power  rail- 
way motor.  By  having  so  many  turns  of  wire  on  the  field-magnets 
that  they  are  well  saturated  with  only  a  part  of  the  full-loud  current, 
the  speed  variations  in  the  neighborhood  of  full  load  are  much  reduced. 
A  valuable  property  of  the  series  motor  is  the  increase  of  torque 
in  a  greater  ratio  than  the  increase  of  current,  due  to  the  strengthening 
of  the  field  at  the  same  time.  This  is  shown  by  the  curve  marked 
"Tractive  Effort"  in  Fig.  33;  for  a  shunt  motor,  this  curve  would  be 
a  straight  line.  Hence  the  torque  of  the  series  motor  is  large  when 
starting  under  load,  and  this  makes  it  especially  valuable  for  railway 
and  other  service  where  the  starting  duty  b  severe. 
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When  the  load  is  removed  entirely  from  a  series  motor,  the 
diminution  of  the  current,  and  consequent  weakening  of  the  field, 
are  likely  to  cause  excessive  and  often  dangerous  speeds,  so  that  it  is 
necessary  to  pro\-ide  some  safety  device  for  cutting  off  the  current  at 
high  speeds,  unless  the  conditions  are  such  that  the  motor  cannot  be 
wholly  freed  from  its  loa<l,  as  in  the  case  of  street-care.  Very  small 
motors,  such  as  fan  motors,  are  series-wound;  but  their  normal  run- 
ning current  is  so  small  that  they  tan- 
not  take  enough  power  from  the  line  to 
injure  them  selves,  even  when  running  free. 
Starting  Rheostat.  The  same  general 
principles  apply  to  starting  both  shunt 
an<l  scries  motors;  but  since  there  is  only 
one  circuit  in  the  series  motor,  the  wiriiM; 
is  simpler.  The  connections  are  as  in 
l"ig.  34,  in  which,  however,  the  switch 
and  fuses  arc  not  shown.  The  resistance 
of  the  fiehl  windings  is  always  in  circuit- 
and  this,  together  with  its  highly  induo 
live  character,  helps  to  cut  down  the  rush 
of  current  at  starting.  The  little  magnet 
I'  of  the  automatic  release  (Fig.  22)  is 
'  cininectcl  tlin>ugli  a  resistance  across  the 

Fig,  W.    WlrltiK  rnnmvdyiis  ot  .        .  ■       i 

uSl■rl'^M^ltnr.  motor  tcriniiiitls. 


SPEED  CONTROL  OF  SERIES  MOTORS 

Varjing  the  E.  M.F.  at  Armature  Terminals.     As  in  the  case  of 

shiinl  iiuilDrs,  idl  llircc  nictlioils  of  spci-d  cmiirol  are  practicable  and 
miiy  lie  u.scd  separately  or  in  coinhinalioii.  With  a  single  motor 
varying  the  K.M.F.  at  tile  jiniiaturc  is  niu.st  easily  accomplished  by 
a  resistance  in  series  with  llie  nii)t<)r.  Tlie  coinioctions  are  as  in 
l''ig.  :\-\.  wIhtc  /;  iriay  re[>reseii(  eillier  a  slartiug  rliiiistat  or  a  speed- 
(■ontr.)lli!ig  resistaiLcf,  tliouj,'li  of  cuurse  iicillier  pitx-e  of  apparatus 
can  lie  iiseii  for  (lie  pijr])osi-s  (if  llie  olli.T  unless  specially  constructed. 
Coiiln.lling  the  spee.1  liy  varying  llu-  stn-ngtli  of  the  field  i.H  accom- 
plished either  liy  shuiiling  lli.-  fiel.l  windings  so  lliat  part  of  the 
curreiil  is  diverteil  thnMigli  tlie  ^hiuil.  or.  in  some  cases,  by  short- 
-jircniting  a  )xirt  of   the    licld  winding,  thus   reducing  the  effective 
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number  of  turns  in  the  coils.  Motors  have  also  been  used  in  which 
the  field-coils  were  connected  in  various  series-parallel  combina- 
tions. 

Railway  Motors.  The  most  important  application  of  the  series 
motor  is  on  the  electric  railway,  the  equipment  being  generally  two 
motors  per  car.  The  starting  rheostat  is  specially  designed  to  serve 
a."?  a  speed-regulating  rt-sistance  as  well,  and  the  various  armature 
and  field  combinations  are  made  by  a  controller,  built  like  an  elabor- 


ated form  of  that  shown  at  b  in  Fig.  27,  At  starting,  the  controller 
connects  both  motors  and  a  resistance  in  series,  and  the  resistance  is 
gradually  cut  out,  leaving  the  motors  in  series  across  the  line,  each 
receiving  one-half  of  the  line  voltage  and  hence  running  at  half-speed. 
The  ne.\t  position  of  the  controller  handle  shunts  the  field  or  short- 
nrcuits  a  part  of  the  field  winding,  giving  an  increase  in  speed, 
l-'urther  movement  of  the  handle  removes  the  shunt,  and  connects  the 
notors  in  parallel,  but  with  a  resistance  in  series  with  the  pair.  This 
s  again  gradually  cut  out  until  each  motor  receives  the  full  line  vol- 
age  across  its  terminals.  Finally,  the  fields  are  again  shunted,  and 
he  car  runs  at  ils  highest  speed. 

There  are  slight  variations  from  this  program,  depending  some- 
what on  the  service  the  motors  are  called  upon  to-perform.     But 
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these  details  of  the  subject  of  railway  working  are  given  sp(H.*ial  Hi:*- 
cassion  in  a  separate  paper. 

Automobile  Motors.  ITiese  are  series-wound,  usually  for  open- 
tion  at  40  to  80  volts,  requiring  20  to  40  cells  of  battery  respectivelv. 
A  ball-bearing  vehicle  motor  is  shown  in  Fig.  35.  The  requirements 
for  such  motors  are  slow  speed,  light  weight,  high  torque,  complete 
mechanical  protection,  lil)eral  overload  capacity,  and  as  good  an 
efficiency  as  can  Ih»  secured  consistently  with  the  above  requirements. 
When  two  motors  are  used  on  the  same  vehicle,  the  controller  may 
first  conne(»t  the  motors  in  series,  and  the  halves  of  the  battery  in 
parallel,  other  changt\s  following  until  the  motors  are  in  parallel 
across  the  full  batt(?ry  voltage,  with  weakened  fields.  No  rheostat 
is  necessary,  as  the  voltages  are  low,  and  the  total  power  delivered 
usually  small. 

COMPOUND   MOTORS 

A  reverstnl  compound  dynamo  In^c^omes  a  differential  motor. 
Fig.  30  repn»sents  a  compound   dynamo  I)  supplying  current  to  a 

similar  machine 
M  used  as  a  mo- 
tor. It  is  clear 
that  the  current 
throu^  the  series 
coil  of  the  motor 
is  reversed;  and 
therefore  opposes 
the  magnetizing 
cffa-t  of  \\iv  shunt  current,  so  that  the  field  is  weaker  than  if 
the  shunt  w(Tc  usc<l  alone.  Furthermor(»,  the  motor  field  is  pro* 
grcssivc»ly  wcak(Mi<Ml  as  the  armature  curr(*nt  increases,  and  this 
tends  to  increase  the*  sp(H»d;  while  tlu»  spinxl  of  a  plain  shunt  motor 
under  like  eoiiditions  woul<l  decrease.  Ilenct*,  by  suitably  designing 
the  series  winding,  it  is  |x)ssibh>  tooiitain  a  motor  whose  speed  through- 
out its  whole  ranp*  of  load  varices  very  little.  This  advantage  was 
early  re<'o^nize<i;  but  at  the  tinu»  the  spee<i  of  onlinary  shunt  motors 
was  sufiieiently  constant  for  most  ])uq)oses,  and  the  differential  camr 
jMmml  motor  made  litth*  headway.  For  sonic  puqK)ses,  however, 
particularly  in  the  t)peration  of  textile  maeliinery,  it  is  very  necessarr 
to  have  the  spcH'd  as  uniform  as  it  can  Ih'  made;  and  the  differential 
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lotor,  after  a  period  of  comparative  retirement,  has  now  a  wide  field 
f  usefulness. 

If  the  current  through  the  field  is  reversed,  so  that  it  assists  the 
lunt  winding  instead  of  opposing  it,  the  machine  is  called  a  cumu/a- 
ve  compound  mjlor,  and  partakes  to  a  certain  extent  of  the  properties 
F  both  the  shunt  and  series  tj-pes,  the  shunt  predominating.  These  ma- 
tiines  are  used  for  elevator  and  other  service  where  a  powerful  starting 
(rtjueis  required,  together  with  the  general  characteristics  of  the  shunt 
lotor.  Sometimes  the  series  field  is  cut  out  after  the  armature  attains 
jll  spec<l,  in  which  case  the  strong  starting  torque  of  the  series  motor 
;  combined  with  the  constant-speed  property  of  the  shunt  motor. 

A  compound  dynamo  with  a  very  strong  series  field  will  not  usually 
jnsafely  as  a  differential  motor,  for  an  overload  might  reduce  the  field 
imuch  that  with  theweakened  torque  the  armature  mightslopentirely- 

Variable-Speed  Compound  Motors.  The  success  attending  the 
le  use  of  the  commvtatinif  pole 
1  generators,  has  led  to  the  adop- 
on  "of  the  same  principle  for 
lotors  designed  for  wide  ranges 
f  speed.  The  commutating  pole 
t  a  small  additional  pole,  placed 
lidway  between  adjacent  field- 
oles,  and  wound  with  a  few  turns 
f  the  series  winding.  Its  fune- 
on  is  to  provide  the  necessary 
nnmutating  field  for  the  coil 
oder  the  brushes,  independently 
'  the  field  of  the  main  poles, 
bus  satisfactory  commutation  not  only  can  be  obtained  with 
|e  brushes  in  a  fixed  position,  but  practically  Ls  equally  good  at 
I  loads,  since  the  strength  of  the  pole,  and  hence  of  the  commutating 
id,  is  proportional  to  the  armature  current,  and  this  is  exactly  what 
^wante<l  for  good  commutation.  Applied  to  motors — since  com- 
fltation  is  practically  independent  of  the  main  field — the  use  of  the 
nmutating  pole  allows  the  main  field  to  be  weakened  much  more 
lith  the  ordinary  construction,  and  hence  a  much  wider  range 
speefls  is  obtainable  without  sparking.  Fig.  37  shows  a  motor 
this  type  giving  a  speed  range  of  4  to  1,  entirely  by  field  control. 


Ic  Companir.  Bttfonne.  N.  J . 
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Fig.  88.    H.  Ward  L«»<inard  Multl- Voltage 
Syst«*ni,  UW. 


MULTI-VOLTAQE  SYSTEMS 

\Vhen  a  generator  is  to  supply  only  one  motor,  the  line  E.M.F. 
can  be  varied  at  pleasure  by  varying  the  generator  E.M.F.,  having 
the  generator  field  rheostat  at  the  motor.     This  method  gives  anv 

desired  motor  speed  within  a  verr 
wide  range,  but  is  obviously  lim- 
ited to  a  few  special  cases.  The 
so-called  teaser  systems  are  in 
eflFect  modifications  of  this  prin- 
ciple; theE.M.F.  of  small  ^loto^ 
driven  generators  is  added  to  that 
of  the  main  line  or  subtracted 
from  it.  This  particular  modifi- 
cation of  the  variable  line-voltage 
principle  is  useful  for  operating 
large  printing  presses  or  oth« 
machin(Ty  which  must  run  very  slowly  at  times  under  absolute  con- 
trol, iis  well  as  at  various  operating  speeds. 

The  cliH'tric  aut()moi)iIe  affords  an  example  of  speed-control 
by  varying  line  voltag(».  The  batteries  of  the  vehicle  are  in  two  sets, 
which  an*  conni^'tcd  in  parallel  at  starting,  and  then  shifted  to 
connection  at  the  higher  speeds. 
The  familiar  Edison  three- 
wire  svstem  affords  another  illus- 
tration.  In  this  case  the  fields  of 
a  22()-v()lt  motor  would  be  suj>- 
plied  from  the  outside  wires,  and 
tli(»armaturr  at  either  1 10  or  220 
volts,  giving  two  sptHils  without 
theust'  of  resistances. 

Hv  makin*;  die  two  sides  of 
the  system  untMjual  in  voltage,  three  voltages  an»  obtained.  In  such 
a  case,  the  lighting  system  of  tin  shop,  the  cranes,  and  constant- 
sptH^l  motors  are  operattnl  on  the  outside  wires.  A  system  of  this 
kind  was  first  brouglit  out  by  Mr.  II.  Ward  Li*onard  in  1892,  using 
three  generators  in  series  and  a  four- wire  system,  obtaining  the  MX 
voltages  .shown  in  Fig.  .'i^. 

The  Bullock  Klectrie  Company  employs  a  three-wire  svsteoi 
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with  90  and  160  volts,  and  a  four-wire  system  with  60,  80,  and  110 
volts,  with  outside  voltages  of  250  in  both  cases.  The  Crocker- 
Wheeler  Company  use  a  four-wire  system  with  40,  120,  and  80  volts, 
giving  240  volts  on  the  outside  wires.  Whatever  voltages  may  be 
used,  it  is  well  to  have  at  least  one  of  the  voltages  standard — that  is, 
110  to  125  volts,  or  220  to  250  volts,  because  these  are  standard  vol- 
tages for  lamps  and  motors. 

In  practice  it  is  found  that  the  intermediate  wires  carry  only  a 
small  proportion  of  the  total  load,  usually  not  over  10  per  cent.  Thb 
has  led  to  the  use  of  a  single  large  generator  and  balancers,  which  are 


Flp.  41     Thrw-Wlro  B! 

simply  smaller  shunt  or  compound  dynamos  with  their  armatures 
coupled  together  and  electrically  connected  in  series  across  the  out- 
side wires.  The  general  arrangement  is  shown  in  Fig.  39,  and  Fig. 
40  illustrates  a  Bullock  three-wire  balancer  set. 

The  action  of  the  balancer  is  complex,  and  a  full  explanation 
is  not  desirable  here.  In  general  terms,  however,  it  may  be  stated 
that  when  there  is  no  current  in  the  middle  wire  of  a  three-wire 
system  the  current  through  the  balancer  armatures  is  only  enough 
to  supply  the  running  losses;  but  when  current  is  drawn  from  either 
side  of  the  system,  the  balancer  on  the  other  side  will  act  as  a  motor, 
driving  its  companion  as  a  generator  to  help  furnisli  the  required 
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Pig.  41.    Current  thnmgh  Halaneer  Set. 


power.  This  is  illustrated  in  Fig.  41,  where  one  outer  wire  carries 
100  amperes,  the  middle  wire  20  amperes,  and  the  other  outer  wire 
80  amperes.  If  the  balancers  are  equal,  and  there  are  no  losses,  the 
20  amperes  divide  equally  between  the  armatures,  10  amperes  flow- 
ing downward  through  one  as  a  motor  to  the  negative  main,  the  arma- 
ture then  acting  as  a  motor  driving  the  other  machine  as  a  generator 
and  helping  it  to  force  the  remaining  10  amperes  up  into  the  positive 
main  again.     Supposing  the  voltage  of  the  main   generator  to  be 

200  volts,  its  output  would  be  90 
amperes  at  200  volts,  or  18,000 
watts.  The  load  on  the  line  is 
80  amperes  at  200  volts,  and  20 
amperes  at  100  volts  =  IS/MO 
watts,  as  before. 

Of  course  there  "are  always 
losses  in  the  balancer  armatures, 
so  that  in  the  arrangement  shown 
the  current  through  the  arma- 
ture acting  as  a  motor  is  alwa\-s 
greater  than  the  current  through  the  Jirmature  acting  as  a  dynamo. 

EXAMPLE  FOR  PRACTICE 

If  13  amperes,  instead  of  10,  flow  through  the  balancer  motor 
armature  in  the  above  example,  what  is  the  output  of  the  main  gen- 
erator, and  what  power  is  delivered  to  the  line? 

Ans.     1S,()()0  watts  from  the  generator. 
1S,(K)0  watts  on  the  line. 

This  woiil<I  ro{)ros<>nt  GOO  watts  loss  in  the  balancers,  which  is,  however 
much  h'ss  tlian  would  be  re<iuinHl  to  operate  the  second  generator  of  an  onli* 
nary  three-win'  systrni. 

T]w  size  of  the  balancers  is  d(»termincd  by  the  maximum  un- 
l)aIanciHl  h)ad.  On  a  three-wire  systt^m  it  should  l)e  large  enough 
to  operate  the  largest  individual  motor  rinming  alone  on  either  vol- 
tagt*.  For  example,  suppose  we  hav(»  a  thrt»e-wir(*,  125-  to  2o0-voll 
system.  If  a  motor  connecttMj  to  it  can  develop  50  horse-power  at  the 
full  voltage  250,  it  can  develop  25  hors<*-power  when  operated  on 
one  side  at  125  volts.  This  will  rtHjuin*  two  balancers  of  12 J  horse- 
|)ower  each,  since  there*  are  two  machines  to  takt»  care  of  the  unbal- 
anced current.    In  other  words,  the  Imlancers  should  have  25  per 
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nt  of  the  capacity  of  the  largest  motor,  rated  at  its  highest  voltage; 
id  this,  of  course,  means  that  the  balancers  may  be  relatively  small 
achines. 

Motors  operated  on  this  system  have  their  fields  excited  from  some 
le  of  the  circuits,  usually  the  one  of  highest  voltage.     The  arma- 


Bs  are  connected  to  either  line  voltage  as  desired,  and  resistances 

introduced  to  prevent  too  sudden  changes  of  current  at  the  transi- 
points;  additional  speed  variations  are  provided  by  weakening 

motor  fields.  All  these  connections  are  made  upon  controllers 
e  cylindrical  type,  of  which  Fig.  42  is  a  good  example.  It  rep- 
its  20-horse-power  and  40-horse-power  Bullock  controllers  with- 

their  covers;  the  lai^r  size  gives  12  running  speeds  forward,  and 

rerse. 
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MECHANICAL  POINTS  OF  MOTOR  DESIQN 

Motors  need  ample  proti-ction  for  the  commutator  and  brush 
gear.  This  protection  is  well  shown  in  the  adjustable-speed  motor 
illustrated  in  Fig.  43.  This  tj-pe  of  motor  is  also  designed  to  ran 
witli  the  shaft  vertical,  in  which  case  the  lower  bearing  runs  sub- 
merged in  oil,  and  the  upper  I>earing  is  made  of  anti-friction  metal, 
running  without  attention.  Motor  end-frames  or  belh  should  be 
made  so  that  tiiey  can  l>e  turned  through  90°  or  180°,  to  enable  die 

machine  to 
work  with  (he 
oil  wells  in  (he 
proper  posi- 
tion  when 
mounted  on  a 
wall  ofceiling. 
If  the  motor 
must  work  in 
a  veiy  dusty 
or  dirtj- place, 
the  ends  mmy 
be  proteclnl 
with  wire 
gauze  coven, 
or  even  tigfatl/ 
enclosed  with 
.i.1,1.. -ii--«i  M„i„r.  solid  plates. 

""'*'"'*■  '^'"'"■'■"  ^-  ■'■  In  .such  csMS, 

-i  rnu<h  iiKirc  liilliciillv  in  dissipating  beat; 
Irinpcrjitnrc,  llic  rating  of  an  encloaaJ  (and 
Dliir  is  ii.it  usually  more  than  about  half  as 
.'irililiiti'd.  I'ig.  4-1  shows  one  form  of  an 
UK'S  )lir  fpiirnrs  (if  enclosed  motors  are 
i;il  rihs,  to  iiierrase  the  cooling  surface. 
speeils  without  Using  a  motor  of  dispro- 
>r  its  output,  l'(trl.-ffi-<iriiig  Is  often  used. 
ifws  of  a  liiK-k-giared  motor.  To  diminish 
rs  arc  ofliii  encloseil  in  cases  and  run  in 
riiilwav  niot.-f. 


92  A. 


nil  I' 


r.  Ih.^  in;i<'hiTi 
llir  N.irie  rl,, 


s  if  il  X 


tiuTcfor 
iinicli  a 
.'riclo.s<-(l  motor.  ; 
-■asi  wilh  projecting 
To  (.l.|;.in  vet 
portioiiatelv  large 
Kip  .l.^.n'.lllipv, 
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Motors  of  large  output— which,  as  a  rule,  are  installed  in  more 
favorable  surroundings  and  receive  more  careful  handling  than  small 
motors  driving  individual 
machines^ — do  not  need 
special  mechanical  design. 
They  are  therefore  built 
along  the  line  of  generators; 
and  to  a  great  extent  the 
same  parts  are  used  for  both. 

ELECTRICAL  POINTS  OF 
MOTOR  DESIGN 

Since  the  motor  is  elec- 
trically  identical   with   the 
dynamo,    it    is     necessary 
merely  to  design  a  dynamo  which  will  deliver  the  rated  current  at 
the  given  speed  and  the  countcr-E.M.F.  of  the  motor.    A  single  illus- 


Pig.  «.   EnclosWI  TTpe  R  Motor. 
itlughniueBlntrlc&MBiiuriwtarlDgCompniir. 
PllUbiirg.  Pu. 


b  Back-Oewa. 


tration  will  suffice.  Suppose  it  is  desired  to  design  a  230-volt  motor 
to  deliver  10  horse-power  at  a  speed  of  825  revolutions  per  minute. 
The  efBciency  of  such  a  machine  should  be  about  85  per  cent;  so 
that  the  current  required  would  be: 


L 
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7  460 

VTB^- watts  -f-  230  volts  =  38.1  amperes. 

O.oo 

To  allow  for  any  error  in  estimating  the  assumed  efficiency,  let  lu 
say,  in  round  numbers,  that  a  current  of  40  amperes  would  be  re- 
cjuired.  The  resistance  of  the  armature  of  a  machine  of  this  size  and 
voltage  will  be  about  0.3  ohm.  Then,  from  the  fundamental  motoi 
equation,  the  counter-E.M.F.  can  be  calculated: 

'  ^     R~^  ^  ~     0.3     * 
whence, 
i  <5  =  218  volts. 


t 


That  is,  a  dynamo  should  be  designed  whose  output  at  825  revolutions 
per  minute  will  l)e  40  amperes  at  218  volts,  and  whose  armature  re^ 
sistance  is  0.3  ohm.  Its  field  windings  should  be  calculated  foi 
excitation  at  230  volts. 


For  supplementary  reading  on  the  subject  of  the  Electric   Motor    th< 
reader  is  referred  to  the  following  works:  Dynamo- Electric  Machinery,  by  F.  B 
j  Crocker,  and  Elerirlc  Railwai/s,  by  J.  I^.  Cmvath  (  published  by  the  Atnericaz 

!  School  of  Correspondence,  Chicago,  111.);  Electric  Motors,  by  Henry  M.  Hobar< 

i  (published  by  Whit  taker  I't  Co.,  London  and  New  York,   1904);  and  a  aeriei 

'  of  articles  entitled  "Direct-Current  Motors:    Their  Action  and  Control,"  bi 

i  F.  B.  Crocker  and  M.  .fVrendt,  published  in  the  Electrical  World  in  1907  and 

1908. 
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OTIS  MULTIPHASE  A 


MOTOR-DRIVEN  INDUSTRIAL 

MACHINERY 

Generating  Electrical  Energy  in  Large  Stations.    The  electric 

motor  is  now  employed  extensively  in  practically  every  industry 

where  machinery  is  required.    This  widespread  use  of  the  motor  has 

been  facilitated  by  the  improvements  in  its  manufacture,  and  by  the 

increased  study  and  attention  paid  to  scientific  management  and 

gfficiency    in    large    manufacturing   establishments.     Furthermore, 

generating  stations,   employing  powerful  generators  and  efficient 

Drime  movers,  and  operating  with  high  load  factor,  can  produce 

>ower  for  less  per  kilowatt  than  the  smaller  station  operating  on  a 

nuch  lower  load  factor.     For  this  reason  it  is  possible  for  the  shops 

md  manufacturing  plants  within  the  radius  of  the  central  station 

listribution  to  purchase  current  at  a  minimum  cost  per  horsepower. 

Jy  means  of  the  high  voltage  transmission  system  and  step-down 

ransformers,  power  can  be  distributed  over  wide  and  scattered 

reas,  thus  giving  the  consumer  of  both  industrial  and  domestic 

ower  the  advantages  of  a  great  central  plant  and  low  charges, 

'hich  under  the  direct-current  system  were  only  possible  within  a 

mited  radius  from  the  power  station.    The  metal-working  and 

oodworking  shop,  the  office,  the  corner  grocery  with  its  electric 

)ffee  grinder,  the  confectionery  store  with  its  power-driven  ice 

•earn  freezer,  and  the  home  with  its  electric  fan,  its  washing  and 

oning  machines,  can  now  obtain  power  at  any  time,  day  or  night, 

;  minimum  cost. 

Motor  Advantages.  A  careful  study  of  the  individual  electric 
otor  drive  as  compared  with  the  mechanical  drive  clearly  estab- 
hes  numerous  advantages  for  the  motor,  as  follows: 

Economy.     Power  is  applied  at  the  desired  points  in  any  amount 
minimum  loss. 

Facility  of  Control.  Motors  can  be  started  and  stopped  and 
e  speed  can  be  adjusted  with  the  greatest  possible  certainty  and 
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ReliahUity  of  Serrire.  Motors  are  ready  for  sen-ice  at  arj 
moment  without  special  preparation.  They  will  work  for  any 
desired  period  at  any  load  up  to  full  capacity  and  temporarily  i: 

considerable  overloads. 

FU'xihUHy  of  Size  and  Operation  Requirements,  The  pt»N>ibie 
variety  of  mechanical  forms  is  almost  unlimited,  and  a  motor  cank 
flesi^Mied  with  operating  characteristics  to  comply  with  any  reqiUR^ 
ment. 

AV/.v/'  (,f  Making  M maiirements  and  Records.  A  ci>mplete  au^i 
accurate  record  of  operating  conditions  can  be  made,  thus  leading U' 
changes  for  increased  economy. 

Inrrmsr  of  Pnnluriion,  The  motor,  as  can  be  shown  in  the 
operation  of  the  metal  and  woodworking  industries,  increases  pri>- 
dnction  from  five  to  one  hundred  per  cent  for  the  same  initial  power 
expenditure. 

Mi.srrllfinron.s.  Th(»  electric  drive  is  economical  in  operatior 
and  niaintciiancc,  admits  of  better  plant  location,  brings  greater 
freedcMu  from  fire  risks,  and  hence  lowers  the  insurance  rates. 

TlicM"  advaiita^'cs  are  all  appreciated  by  industrial  plants,  and 
new  installations  are  almost  always  provided  with   individual  or 
^Tonp  motor  systems.     The  only  reason  why  the  adoption  of  the 
individual  motor  has  not  been  universal  is  the  exf)ense  of  chaneinc 
from  a  p''"K  shop  by  the  old  countershafting  method  to  the  new  and 
more  economical  motor  drive.     In  changing  a  shop  over  to  motor 
<lrivc,  the  student  nnist  keep  in  mind  that  all  conditions  affectinz 
the  .shop  mu^t  be  carefully  studied.     lie  must  study  the  character  of 
the  product  turned  out  and  mak(»  sketches  of  different  la vouts  show- 
ing the  arran^^cnicnt  of  the  machines  for  the  best  routing  of  material. 
The  cost  of  the  individual  drive  nmst  be  compared  with  that  of  the 
^Ton[)  (lri\('  and,  in  the  latter  case,  care  nmst  be  taken  to  group  the 
proper  nijichines  under  one  jack  shaft  so  as  not  to  interfere  with  the 
pro;^Te--ion  of  the  material  from  one  machine  to  another.      ICeeD  in 
mind  the  advantap's  and  disadvantages  of  the  two  drives.      Provide 
plenty  of  aisle  spjK'C  and  distance  between  machines  so  that  the 
material  will  not  crowd  the  machine  and  hinder  the  machine  oper- 
ator.    See  that  motors  are  placed  in  accessible  places  and  that  all 
switches,  circuit  bn'akers.  and  fuses  are  <'n closed  in  fireproof  boxes.   If 
direct-current  motors  are  used,seethat  they  are  of  the  enclosed  tvpe. 
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A  discussion  of  the  development  of  the  motor  drive  in  the  various 
industries  where  it  has  been  most  completely  exploited,  will  give  the 
reader  a  very  good  idea  of  its  far-reaching  effects. 

METAL-WORKINQ  MACHINERY 

The  past  few  years  have  witnessed  a  decided  improvement  in 
the  art  of  cutting  metals,  due  chiefly  to  the  prevalent  use  of  high- 
speed tool  steel,  and  the  accurate  analysis  of  cutting  speeds  for 
diflFerent  materials,  coupled  with  the  adoption  of  Mr.  Taylor's 
methods  of  tool  design,  and  the  heat  treatment  of  tool  steel. 

For  a  shop  to  obtain  maximum  production,  the  machine  power 
must  be  adequate  for  a  constant  full  load  on  the  machine  tool,  must 
be  sufficient  to  cope  with  temporary  overloads,  and  at  the  same  time 
must  be  capable  of  instant  speed  adjustment  by  the  machine  oper- 
ator. The  electric  motor,  direct-connected  to  the  machine  tool  by 
gears,  silent  chain,  or  short  belt,  has  shown  that  it  is  the  best  drive 
for  all  requirements.  It  is  fast  superseding  all  other  power  for  this 
class  of  work. 

Methods  of  Driving  Machines.  There  are  two  drives  in  general 
use  for  transmitting  power  from  the  electric  motor  to  the  machine 
tool:  (1)  the  individual  drive,  which  requires  a  motor  for  each 
machine  coupled  to  it  by  gears,  silent  chain,  or  short  leather  belt; 
and  (2)  the  group  drive,  consisting  of  one  motor  driving  several 
machines  through  a  short  shaft,  pulleys,  and  belts.  Fig.  1. 

Choice  of  Drive,  While  best  modern  practice  recommends  the 
individual  drive  for  all  machines,  there  are  conditions  in  service 
where  the  group  drive  is  more  economical.  The  choice  of  drive  for  any 
particular  shop  will  depend  upon  the  manufacturing  requirements 
)f  the  shop,  kinds  and  position  of  machines,  the  age  of  the  ma- 
.^hinery,  and  the  resources  of  the  company. 

Where  the  power  required  for  a  given  machine  or  group  of 
nachines  is  variable,  or  where  high  intermittent  loads  are  coming 
)n  the  machines  at  periods,  it  is  found  that  the  group  drive  will  give 
L  wider  margin  to  carry  over  the  heavy  peak  loads.  In  many  shops 
^  ith  old  equipment  the  large  first  cost  of  motors  and  wiring  for  each 
aachine  is  not  warranted,  and  here  the  group  drive  would  be  recom- 
lended  because  of  its  lower  cost  for  wiring  and  motors.  For  exam- 
le,  if  an  engine  is  to  be  displaced,  the  long  lines  of  shafting  can  not. 
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as  a  rule,  he  i-roTKniiiially  (list-ariied  in  iiiiiiiy  slmpr;,  ThlTl■t'l■^.  ■ 
would  t>f  tii'ttiT In  <iit  tilt'  main  lino  shaft  into  sliort  li-n^jtlis  ami  .ir. 
fach  Icrigtii  iiy  a  sinclf  iiiutur.  In  tliis  cjise  tin-  jack  ^haft  >li>'. 
not  1)0  lar^iT  tliari  trim  be  siipiMirtfil  by  tlirt-t'  sliiift  Iiiin^rcr-;  in  U  ' 
a  fiinsiiiiTii!>le  cinnoniy  can  tiftcn  be  i'HVitf<I  hy  rt'pliiciiij;  tlii-ii: 
shafting  with  li^rlitcr  matt-rial.  In  many  of  the  niiiinr  ^ho[i-  f-' 
railniad  <livisii>ii  points,  the  frmup  ilrivo  is  iiscii  fur  snmll  mmlii:'- 
and  tho  iiuHviiliial  drive  only  fur  large  vvlicfl  latlies  or  for  macliiiir: 
at  a  distance  from  the  main  shop  or  drive. 


....                    ., 

'•^  ^ 

■■S^KP'r-^F^iP'^ 

A I  J£^J». 

^B^j^j 

t ' 

n"^ 

^ 

ch'<u-,-  ..\  .1/.  /:.;■.     hi    |i.-.ir\iiiu  tin-  ].r.i)iiT  i.[«Tatirip  sixiti  for 

lii,F-t   I- M.riii.:il  |ii-."liirili.ii.   i:ki.  liinr  l<"'l-  [iiiiy  be  foiisiilenii  in 

l\\n  ilii  I-;  I  ii.i.  T.mi-  j.r.-.!  1-M.I-.  r.  [ipi  -iiilid  by  ref-iproi-atin^ 
nuiiliiiii'  I....U  ij.h  II.  jihiMi-.  piv  ■.■■.  pini.li.-..  >li.tlers.  sIiapiTi. 
-.araiid  bull  riiinr  :ii:i.|  J  .■i.l.i.;  i.iM.-.[H..d  Mnl-.  sneli  as  liith.-^. 
;i,.db..rih:;.drilii.i^.;i:-.hnilliivn.;i.|,in,... 

|iir.ri-.iLmiil  riiLrnr.  n^,.  !"■  n.d  t..r  .illi.T  <'on-.tant-  ..r 
adju-lal.l.->l.r.ii   .-.r\i.v.  and    hi  .i.r  lli-;,    ar<-  ai.pli.-ablc  to  eitli.-r 
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class  of  tools.     Alternating-current  motors  are  essentially  constant- 
speed  machines,  but  can  be  used  to  drive  adjustable-speed  machine 


0I3  by  means  of  gear  boxes  or  other  mechanical  speed -changing 
vices.     This  arrangement,  however,  does  not  give  as  fine  speed 
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gradations  as  can   be  olitiiiiit-il  hy  atljustabIe-Hi>ec(I  <lirtH-t-.nirv-: 
in  a  (-hint's. 

Power  Required  for  Electric  Drives.  The  actual  ixmer  rwjuifVT: 
to  flri\  f  any  j;ivcn  machine  can  be  determined  accuratelv  only  1. 
conin-ctiiig  up  a  temporary  motor  to  the  machine  or  jack  shaft  »^: 


niraMiriiit;  tin-  linrM-[.n«,T  iii]>nt  by  watUnct.Ts  in  circuit  with  the 
Toi.lcr.  A  l(',>s  aniiniti-  bnt  nmn;  ii-.nal  ntctlKnl  is  to  refer  to  cala- 
hitrurs  of  rTiiiniifacliirrrs  for  anllicntic  ilalii  reKiir.lIng  similar  ma- 
.■liiiifs.  Ill  lii.'  A|)]»;K.liv,  'lab!.-  I.  will  be  found  a  quantity  of  datt 
as  r,Ton..n.-i,.lr.l  by  th.-  W.-sf iri-honsc  Kl..,'trir  and  .Manufacturing 
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ipany,  giving  the  motor  linrst'pwwer  required  to  drive  a  number 
itferent  metal-cutting  machines.  The  table  is  based  on  average 
■tioe,  and  the  estimated  horsepower  in  any  case  maj-  be  decreased 
light  work  or  increased  for  very  hea\'y  work. 


Courtau  of  General  EUetric  Companif 

lofor  Applications.    A  few  typical  examples  of  the  connection 
I  motor  to  the  machine  tool  are  here  given  to  illustrate  the 
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general  practice.  Fig.  2  shows  a  Westiiighouse  Ta^ik'  S 
speed  motor  geared  to  a  Hilles  and  Jones  No.  3  heaAy  pii 
shear.  This  punch  rtiiniros  a  15-horsepower  motor  ut  llXK 
In  Fin.  '*.  tile  motor  i»  wnnected  to  a  Niles  9(>-iiK-h  <Jrivii 
lathe,  the  motor  being  a  50-horseponer  atljiistablt'-5pc<-d 
motor.  Fig.  4  shows  a  lo-horseponer  AVestinghouse  inotn 
li-horsejiower  motor  connected  to  a  Niles  10-foot  vertical 
mill.    The  1  .^-horsepower  motor  drives  tlie  bed  phite  and 


liorsi'iifuv.T  motor  pliurd  on  topof  tlic  frame  is  used  to  raise  t 
l''ij;.  5  i-i  ;in  lAarnjilr  <•(  l!ic  jiiipliralion  nf  a  constant-sixt-d  im 
motor  li.  a  nli;i]).T.  tlir  a.Ijn-lalile  >|wi><l  heiiif;  o!)tailie<l  at  the 
heiid  l.y  a  ini-chariiiid  j,'«ar  (liaiigc  'I'his  is  a  l-Vint-h  ("in 
sliaper,  driven   hy  a  <!eiieral   Khrtrie  o-luirsepower   lS(X)-i 
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induction  motor.     In  Fig.  6  is  shown  a  General  Electric  induction 
motor  directly  connected  to  a  planer. 

In  many  instances  it  is  found  desirable  to  apply  the  electric 
drive  to  machines  ori~inally  designed  for  the  overhead  mechanical 


ibilt  Support 


drive.  In  Figs.  7  and  8  are  two  coupling  arrangements  by  the  Burke 
method.  The  upper  cone  pulley  rests  on  pipe  brackets,  a  method 
which  makes  it  possible  to  change  from  the  mechanical  to  the  indi- 
vidual motor  drive  In  a  short  time. 
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FiKs.  9,  10,  and  11  show  applications  of  the  Stow  Multispeed 
otor  and  Stow  flexible  shaft  to  portable  drills,  grinders  and  buffers. 

WOODWORKINQ  MACHINERY 

Advantages  of  Electric  Drive.  In  a  woodworking  plant  using  a . 
echanical  drive,  there  is  constant  danger  from  fire  due  to  the  close 
oximity  of  the  boiler  room  to  the  wood,  sawdust,  and  varnish 
oois.  The  insurance  rate  for  a  hazard  of  this  kind  is,  therefore, 
rrespondingly  high,  often  reading  as  high  as  8  per  cent.  This  rate 
ay  readily  be  reduced  to  1  per  cent  by  installing  the  electric  drive. 
Again,  the  shafting,  which,  in  the  case  of  the  mechanical  drive, 
suspended  from  overhead  beams 
id  columns,  can  be  dispensed  with 
the  individual  drive  is  substi- 
ted,  thus  saving  about  5  per  cent 
I  the  cost  of  the  building,  since 
e  framework  can  be  made  of 
;hter  construction.  This  5  per 
nt  saving  in  cost  of  construction 
Jl  in  many  cases  pay  a  large  por- 
m  of  the  cost  of  electrical  equip- 
ent. 

Choice  of  Motor.  Alternat- 
g-current  squirrel-cage  constant- 
«e<l  motors  are  the  most  suitable 
ive  for  the  majority  of  wood- 
jrking  machines,  although  in 
me  few  machines — as  in  "hogs" 

r  reducing  slabs  to  kindling — a  high  flywheel  effect  makes  starting 
0cult,  and  phase-wound  motors  with  external  resistance  are  prefer- 
ie.  For  machines  requiring  adjustable  speed,  such  as  certain 
)es  of  wood  lathes,  direct-current  shunt-wound  motors  give  the 
It  results  because  of  the  greater  range  of  speeds. 

Individual  and  Group  Drive.  Although  the  best  and  most 
nomical  pnictice  requires  that  all  machines  be  equipped  with 
ividual  motor  drive,  there  are  many  cases  in  the  average  shop 
tre  the  group  drive  is  more  economical.  This  is  true  for  machines 
1  frequently  but  not  simultaneously.     Thus,  an  emery  wheel. 
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knife  grinder,  carving  machine,  cabinet  saw,  an<J  disk  sandernul* 
be  run  by  one  motor  with  considerabiy  less  capacity  than  the »|— 


,  «/  lF.K>/itfAouM  BIrrtnV  an,l 

gate  ratinjis  of  the  motors  nwessary  for  the  indi\idual  m  nk" 
Power  Required,    llie  ik)wit  required  to  operate  any  ta»rV 
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may  be  obtained  from  tests  as  explained  under  metal-working 
machinery  or  from  manufacturers'  catalogues.  The  data  obtained 
from  the  manufacturers  is  reliable  and  should,  in  every  case,  include 
the  horsepower  required  for  the  machine  running  light  as  well  as 
loaded.  In  most  woodworking  machines  there  is  a  large  frictio:i 
factor,  the  power  required  to  run  the  machine  without  load  being 
often  as  high  as  50  per  cent  of  full  load. 

Motor  Applications.  In  Fig.  12  is  shown  a  Westinghouse  10- 
horsepower  direct-current  motor  driving  an  E.  B.  Hays  24-bit  spindle 
borer;  as  shown  in  the  figure,  the  motor  is  coupled  to  the  counter- 
shaft by  means  of  a  flange  coupling.    Fig.  13  shows  a  first-class 


iistallation  and  one  that  can  be  installed  in  a  short  time.  A  20- 
lorsepower  Westinghouse  induction  motor  is  coupled  to  the  jack 
ihaft  by  means  of  a  flange  coupling.  The  machine  shown  is  a  Berlin 
^o.  108  10-inch  open  side  molder  and  requires  9  horsepower, 
■unning  light;  15  horsepower  is  the  average  rating  at  full  load,  feeding 
i5  feet  per  minute.  Thus  over  50  per  cent  of  the  power  is  lost  in 
nachine  friction  alone. 

In  Fig.  14  is  an  illustration  of  the  application  of  the  individual 
Irive— a  7  H -horsepower  1800-r,  p.  m.  General  Electric  induction 
aotor,  direct-coupled  to  two  20-inch  circular  cut-off  saws. 
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Fig.  15  shows  a  5-horsepower  ISOO-r.  p.  m.  General  Eked 
induction  motor  driving  a  12-incli  ripsaw — a  very  compact  anani 
ment  of  motor  and  machine.  The  induction  motor  is  eqiettil 
recommen<lcd  in  woodworking  shops,  because  of  the  preacDCe  < 
inflammable  materials.  The  motor  as  shown  is  covered  with  an 
dust  which  would  require  only  a  spark  from  an  exposed  dineta 
rent  motor  to  ignite.  But  sawdust  is  perfectly  harmless  SURMM 
ing  the  induction  motor. 


Fic.  Ill  slmws  ii  I.Vliorsrpuwcr  Wcstiiighouse  induction  l 
(Irivinn  a  -Il2-iiirh  UitUu  .'i-roll  .ssindcr. 

Imk-  1 7  i.-i  u  very  j:<hmI  illustratiou  of  a  nout  and  compact  in 
tiiHi  of  a  l{(l-liorsc])ow<T  Wcstin;;li(iiisc  induction  motor,  dim 
(■(inni<-t<-<i  to  a  Sterling  :J(l-iii<-h  douMi-  blower,  used  to  collect  sawdi 
and  shiivings. 

In  Fig.  IS  is  shown  n  Utinr  sera jmt  and  iH>lisher  manufactured  I 
the  Ami-rican  Fli)or  Surfating  Machine  Company.     Ttc  motor 
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mounted  on  top  of  the  bed  of  the  machine  and  is  belted  to  the  driving 
pulley.    The  machine  is  moved  forward  or  backward  by  its  own 


Mami/arlurinii  Conjainv 


IH 

Bi:  1  1  p THnMlrVni   l5\gi!ii| 
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power  at  the  rate  of  35  feet  per  minute.     It  has  two  ToOa  9H  >" 
by  18  inches,  covered  with  sandpaper,  driven  600  r.  p.  m.,  att  ■) 

ated  by  the  motor  through  belt  drives. 


PRINTINQ 

The  electric  drive  h 
found  easily  adaptable  to  jj 
ing  plants,  not  only  to  thoMrf 
the  large  daily  ticw^pupen  l^i 
publishing  housrs  but  also  totfci 
little  outK)f-the-wiij'  job  pdo^ 
ing  office.  Its  many  adviirtip 
of  increased  production,  bettff 
light,  hygienic  surrouiidiiip. 
and  minimutn  floor  spaces,  iD 
""""■    ' vM\;;.rM"V."r' iVrivr'  " '"    c'ontributetoahighereffidoKT. 

Cvurtuy  i^  Am,n.y;.JI^^-r^Si.rJ.ianu  .Vwh.m       ^^  feW  yCRTS  EgO  it  1 

that  any  old  garret  or  i 
was  goiHl  i-]iiiitfrli  f'T  the  printer.  Cleanliness  was  practkd|F 
impossihir  witli  tlif  inovitalile  Happing  greasy  belts.  Todif  fle 
briefest  ins)K-('tiiiti  of  a  scientifically  managed  printing  plant  Atm 
the  etTcits  of  improved  working  conditions.  Better  light  and  fm- 
tilalion  can  U'  obtained  and  the  ]H'rsoi:al  injuty  hazard  is  T^if*^ 
enonnonsly,  by  i-limiitatiti):  belts,  shafts,  and  pulleys.  TliLi  {§  t^ 
pccially  true  in  tlie  cuse  of  lar^e  plants  employing  women.  FlgLlt 
iiiiil  21)  picture  tlic  transformation  wliieh  may  be  broti^t  rfwil* 
by  the  adoption  of  tlie  motor  drive. 

Motors.  TIic  motor  rcicmmiended  for  any  particular  ptCHnl 
de[>ciid  npoii  the  speed  n'pihition  demanded.  For  most  ] 
the  const iint-s|M-ed  motor  is  rc(]uired,  preferably  of  the  d 
coniponii<l-wonnd  type.  .-Vrmatnre  control  is  used  only  in 
an<l  in  tnrninf;  the  press  at  a  very  low  sixi-d  while  getting  it  nub 
for  the  rnn.  In  color  work,  where  a  varying  speed  is  requirad,  aa 
adjust ablc-s|H'<-d  motor  should  be  used.  The  best  design  in  uj 
cast-  for  the  flat-bed  rotary,  or  sttip  cylinder,  press  is  a  compoiind- 
wouikI  adjustable-s|>ced  motor,  while  a  eonstant-speed  motor  h 
suitable  on  small  job  presses. 


2os:vzN  surmxEEY 


1  a  'wii  drrre  to  &  SL^r-^-rx 

'.  ft  nwi  azid  behed  in:!.- 
:■»;  tit  ca^e  ■wirh  whi-rh  *ir 
ir.-:-t;.-pe  icaciiiE««.  Tr.T 
Df'U-r  15  szcply  bch«<l  :■■ 
li*  Sow  directly  in  frvict  vf 
the  maciiiae  and  belini  t- 
lie  main  driv«  pulley. 
Fiz.  25  ?faow9  a  back-graml 
mi'tiv  roapled  to  a  Fucfa< 
and  Lan^  litbo.  sttKie  pio- 
der. 

ULNDRV  WORK 

The  essential  femturein 
eveo'  laiindo'  is  dcanlines?. 
a"d  belts  and  shafting  make 
T)if  dirt  problem  a  serious 
iiT:e.  If  the  most  scrupulous 
riianliness  is  not  preaen-ed. 
the  work  will  become  soiled 
a-  it  pa.-ses  through  tbevaii- 
nil?  pnx-esses,  thus  iiu<  iwi 

I....,:...  ■.;■  •'.,..  ^.-  t,i..t.,.  II' tutiiig  spending  it  bade  to  tiie 

wuslit-r  and  again  throii^ 
tfii'  (-(iinplt-tc  c^clt-  i.f  (>[M'rutii>ij>.  Tliis  will  nu-an  not  only  unsatis- 
f(ii-ti>ry  uiirk  i>ut  a  (iccrcuM-  in  the  oiitiaiT  of  the  plant.  Besidae 
rhi^  (li~iiil\!iiiiiit:<'  of  i)i<-  iiKf-htuiii'ul  drive,  there  are  the  e\'er- 
\iTi-'-i.\  |(ri>lili-iii-  'if  li);ljt,  vcntiliitimi,  unil  loss  of  power  in  long 
^|];ift  (IrJM -.  A'iii;il  ti-^ts  have  nliowii  th»t  a  saving  in  operating 
<xiHi:-<--.  (if  (I--  lii^li  ii-.  .'ill  jMT  (I'lit  liiis  l«-cn  effet-tcd  where  the  elec- 
tric.:! i\n\f  wiis  Mih^titiitcl  for  t)if  im-cliaiiif-ul  method. 

Miilor  Applkations.  In  FIk.  2li  is  shown  a  Crocker-\Vheeler 
"loriii  I."  tiiotur  K<'i»r<'<l  to  ii  starclicr.  The  motor  rests  on  a  plat- 
form  wliii'li  i-,  Ixiheil  to  tlic  fritinc  of  the  starchor.  The  same  t>'pe 
of  ilri\er  nisiy  In-  applied  to  washing  machines,  ironing  machines, etc. 
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POWER  FOR  PULP  MILLS 

The  addption  of  the  electric  drive  in  the  pulp  mill  has  bee 
extcnsi\e  since  uninterriipteii  service  has  been  guaranteed  by  itm 
niereial  piiwcr  plants.  A  <lclinite  saving  in  the  cu:it  of  prtxluctiu 
can  be  efrectecl  because  tlie  power  developed  is  applied  to  the  wor 
witliout  any  large  losses  in  transmission. 


Motor  Types.  In  the  pnlp  mill  both  alternating-  and  direct- 
ciirn  lit  Miiilors  <aii  be  UM'd.  A  liirge  iK-rcentage  of  the  machines 
iipiniti-  at  cunstiiiit  speed  and,  as  tlie  alteniating-cnrrcnt  induction 
nidliir  'i>  dr>it;ni-d  primarily  fur  eon^tant  spe<>d,  it  should  be  chosen 
in  preference  to  the  direet-<-urrent  motor.     \Yhere  a  wide  variation 
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in  speed  is  required,  as  in  the  finishing  end  of  a  paper  machine,  the 
direct-current  motor  should  be  used. 

Applications.  Fig.  27  shows  a  well-designed  installation  of  a 
300-horsepower  General  Electric  induction  motor  direct-connected 
to  a  grinder.  In  Fig.  28  a  150-horsepower  induction  motor  ia 
driving  two  beaters  through  silent  chains. 


SHOE  AND  LEATHER  INDUSTRY 

Rapid  progress  has  been  made  in  the  shoe  and  leather  industry 
in  the  past  few  years,  chiefly  because  of  the  impro\-ement  made  in 
the  machinery  used  in  the  various  manufacturing  processes.  For- 
merly hides  were  prepared  and  shoes  were  made  completely  by  hand. 
Today,  of  the  ninety  operations  on  each  pair  of  shoes,  seventy  are 
performed  by  machinery.    The  machines  used  are  chiefly  of  small 
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power,  requiring  a  maximum  of  about  2H  horsepower  for  the  hip 
sole^utting  machines  and  less  than  one-tenth  of  a  honepawHT  fa 
many  of  the  smaller  machines. 


Tj-pe  of  Drive.    TIic  olcctrir  motor  drive  has  hecome  an  impor> 
tant  factor  in  this  industry  Ix-causc  of  its  ability  to  maifitain  ^||p 
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constant  high  speeds  necessary  in  the  operation  of  shoe  machinery  in 
order  to  obtain  maximum  production.  As  there  is  no  necessity  for  a 
v^riationofspeed,  the  inductionmotorispeculiarly  adapted  to  this  task. 
Group  drive  is  recommended  for  this  work,  as  the  power  re- 
quired on  these  machines  is  intermittent.  The  group  drive  com- 
bines the  most  economical  method  of  operation  and  the  lowest  first 
cost  for  wiring  and  electrical  equipment. 


Motor  Applications.  Fig.  29  shows  a  scene  in  the  unhairing 
ind  fleshing  room  of  the  factory  of  Endicott,  Johnson  and  Company. 
The  motors  for  work  of  this  class  are  suspended  from  the  ceiling  or 
losts,  thus  being  out  of  the  way  of  the  liquids  used.  The  installation 
hown  consists  of  a  714-  and  a  10-horsepower  motor,  belted  to  the 
in  hairing  and  fleshing  machines.  Fig.  30  shows  a  setting-out 
aachine  driven  by  a  5-horsepower  motor  connected  through  a  silent 
hain  drive  to  a  jack  shaft  and  from  the  jack  shaft  to  a  sprocket 
-heel  on  the  machine  by  means  of  a  loose  sprocket  chain. 
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In  Fig.  31  the  group  drive  is  very  cleariy  illustrated,  the  motor 
being  fastened  to  a  platform  resting  on  iron  brackets  bolted  to  a 
column.  This  installation  is  in  the  plant  of  John  H.  Cross  and 
Company,  Cambridge,  Massachusetts,  and  shows  a  TH-horsepower 
550-volt  General  Electric  motor  belted  to  a  jack  shaft  and  driving 
heeling  machines.  In  Fig.  32  the  reader  can  get  some  idea  of  the 
advantage  of  the  electric  drive  over  the  mechanical  drive.  Here 
7H-horsepower  General  Electric  motors  have  replaced  a  3H-inch 


main  shaft  in  the  Spring\-ale  Shoe  Works.  Note  the  long  line  of 
shafting,  hangers,  drive  pulley,  and  large  belt,  which  with  their 
attendant  friction  have  been  eliminated  by  the  small  motor  drive. 
Besides  reducing  the  friction,  the  elimination  of  belts  and  shafting 
gives  added  floor  space  and  better  light. 
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FLOUR  MILLS  AND  ELEVATORS 

In  flour  mills  and  elevators,  as  in  all  other  industries  where  it 
is  desired  to  change  from  the  mechanical  to  the  electrical  drive,  an 
analysis  of  all  the  factors  entering  into  the  cost  of  power  and  methods 
used  to  apply  it  must  be  carefully  considered.  Much  of  the  machin- 
ery must  be  run  at  constant  speed,  and  as  the  induction  motor  is 
essentially  a  constant-speed  motor  and  is  durable  and  reliable,  it 
has  been  extensively  used  by  many  of  the  largest  mills.  The  motors 
can  be  placed  near  the  machines  operated  and  connected  to  them 


by  short  belts  or  by  short  rope  drives,  thus  eliminating  the  greater 
part  of  the  friction. 

For  the  type  of  mill  under  consideration,  a  combination  of  the 
group  and  individual  drive  seems  to  be  the  best  up-to-date  practice; 
for  example,  elevator  legs,  car  pullers,  and  exhaust  fans  should  each 
be  operated  by  a  separate  motor,  while  the  separators,  conveyors, 
and  dust  collectors  should  be  grouped  under  one  drive. 

Applications.  In  Fig.  33  is  shown  a  50-horsepower  General 
Electric  induction  motor  installed  in  a  chop  mill.    This  motor  is 
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belted  to  the  main  drive,  and  being  suspended  from  the  ceiling,  is 
out  of  the  way,  leaving  clear  floor  space  under  it.  This  is  the  most 
economical  power  for  the  small  mill  situated  where  all-day  current 
can  be  obtained. 

Fig.  34  shows  two  induction  motors  driving  elevator  legs  in  a 
Washburn-Crosby  mill;  in  Fig. 35  is  shown  an  induction  motor  belt- 
connected  to  a  cleaner;  while  Fig.  36  shows  a  30-horsepower  induc- 
tion motor  driving  a  belt  conveyor  in  a  Washburn-Crosby  mill. 

TEXTILE  MILLS 

In  the  textile  industry  it  is  necessary  to  have  all  machines  oper- 
ated at  constant  speed,  as  a  small  variation  in  speed,  due  to  slipping 


m 

^i 

_3k 

CourUis,  o/  Link-B>U  Cvnp^-M/ 

of  belts,  will  very  materially  affect  the  quality  of  the  product. 
With  engine  and  mechanical  drive  it  is  practically  impossible  to 
produce  constant  speed  at  the  machines,  and  it  has,  therefore,  be- 
come the  practice  to  install  a  motor  for  each  machine.  In  this  way 
the  stopping  or  starting  of  any  one  machine  or  series  of  machines 
has  no  effect  on  the  speed  of  the  machines  in  operation.  As  a  further 
ad^-a^tage  of  motor  drive,  Figs.  37  and  38  show  what  can  be  accom- 
plished inproducing  better  light  by  eliminating  shafts.belts,  and  pulleys. 


I^^ljll^ 
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Silent  Chain  Transmission.  One  of  the  most  important  things 
to  be  considered  in  a  modem  textile  mill  is  the  method  of  transmit- 
ting power  to  various  machines.    Practice  has  shown  that  the  lint 


hfit  silent  chain  is  particiilurly  suiti-^I  to  driving  textile  machineiy, 
as  it  gives  a  steady  and  i)()sitivc  dri\e  and  prevents  the  slipping  that 
nec-essaril y  attends  a  short  belt  drive.    In  Table  II  of  the  Appendix 
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is  given  some  data  furnished  by  the  Link-Belt  Company  for  deter- 
mining the  sizes  of  chain  to  deliver  any  horsepower  at  certain  speeds. 
Applications.  Fig.  39  shows  a  5-horsepower  motor  operating  a 
sewing  machine  line  shaft.  The  motor  is  bolted  to  rails  on  the  floor 
under  the  bench  and  is  connected  to  the  shaft  through  a  silent  chain. 
In  Fig.  40  a  5-horsepower  motor  is  connected  to  knitting  machines. 
Note  the  compactness  of  the  installation;  the  chain  drive  admits  of 
the  motor  being  set  close  up  to  the  shaft,  giving  greater  clear  floor 


space  than  is  possible  with  the  leather  belt.  An  exposed  drive  like 
the  one  in  this  illustration  should  always  be  surrounded  by  a  metal 
case  to  protect  employes  from  personal  injury,  a  hazard  to  be  kept 
in  miTid  in  every  installation  where  gears  or  belts  are  exposed. 
Fig.  41  shows  a  5-horsepower  motor  on  a  winding  machine.  The 
ease  with  which  this  application  can  be  made  is  apparent.  Note 
the  metal  case  protective  device  covering  the  chain. 
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Silent  Chain  Transmission.  One  of  the  most  important  tfai 
to  be  considered  in  a  m<Klern  textile  mill  is  the  metiiotl  of  transQ 
ting  power  to  various  machines.     Practice  has  shown  tliat  the  li 


Iwlt  silent  cliaiii  is  partii-uhirly  suited  to  driving  textile  machinei 
as  it  (lives  a  stf-sidy  atid  pcisitive  drive  and  prevents  the  slipping  th 
necessariiy  attends  a  sliurt  belt  drive.     In  Table  II  of  the  Appenc 
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is  given  some  data  furnished  by  the  Link-Belt  Company  for  deter- 
mining the  sizes  of  chain  to  deliver  any  horsepower  at  certain  speeds. 
Applications.  Fig.  39  shows  a  5-hor3epower  motor  operating  a 
sewing  machine  line  shaft.  The  motor  is  bolted  to  rails  on  the  floor 
under  the  bench  and  is  connected  to  the  shaft  through  a  silent  chain. 
In  Fig.  40  a  5-horsepower  motor  is  connected  to  knitting  machines. 
Note  the  compactness  of  the  installation;  the  chain  drive  admits  of 
the  motor  being  set  close  up  to  the  shaft,  giving  greater  clear  floor 


space  than  is  possible  with  the  leather  belt.  An  exposed  drive  like 
the  one  in  this  illustration  should  always  be  surrounded  by  a  metal 
case  to  protect  employes  from  personal  injury,  a  hazard  to  be  kept 
in  mind  in  every  installation  where  gears  or  belts  are  exposed. 
Fig.  41  shows  a  S-horsepower  motor  on  a  winding  machine.  The 
ease  with  which  this  application  can  be  made  is  apparent.  Note 
the  metal  case  protective  device  covering  the  chain. 
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CEMENT  PLANTS 
Type  of  Drive.  The  electric  drive  is  admirably  adapb 
power  work  in  a  cement  manufacturing  plant.  In  most  eaae 
indnidual  drive  i»  used,  the  motor  being  belted  to  kilns,  cunprci 
convenors,  and  crushers.  In  the  ball  mills,  the  machines  an di 
from  a  long  shaft  which  in  turn  is  coupled  at  each  end  directljr 
motor.  The  mills  are  disconnected  from  the  main  shaft  by  in 
of  friction  clutches,  being  coupled  in  after  the  motor  has  obta 


Tnll  siiM'cd,  The  imhu-tidn  motor  is  recommended  for  this  woe 
sini;li'-phasi>  for  sni:ill  powers,  ami  ix)lyphasc  for  large  powers  wl 
tlic  distatKt-  over  wliicli  the  power  is  transmitted  is  great. 

Applications.  In  Fi^'.  42  is  shown  a  1.5-horaepower  Wai 
motor,  running  at  7."i(l  r.  p.  ni.  ami  o]M'ratinR  a  drj^erkiln.  Rg.^ 
H  frr>nt  view  of  two  rotary  kilns itnii  two;!.j-horsepower\Vagnermo 
operating  air  (■(ini|)rrsM>rs  for  oil  fi-cd.  This  installation  could 
improved  by  plai-ing  the  compressors  and  motors  in  a  small  built 
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adjacent  to  this  kiln  room,  thus  giving  the  kJIii  operators  more  ro 
and  removing  the  motors  and  starters  from  the  heat  and  dust  direc 
in  front  of  the  kilns. 

Fig.  44  shows  a  75-horsepower  Wagner  motor  operating  an  Ai 
tin  (Tuslier,  and  a  50-horsepo\ver  motor  operating  a  Williams  cmsb 


MINING  INDtSTRY 

Till'  i-xten,-;ive  iim-  uf  electnilty  in  mining  is  due  chieHy  to  1 
high  rfhi'ii'iicy  of  nioilrrn  elrctrical  niaehinery,  and  to  the  desi 
hility  of  eliminating  lung  lines  of  stenin  and  air  piping  necessar\' 
Miin'ey  ])ower  from  plunt  to  mine.     Large  horsepowers  may  eas 
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adjacent  to  thiK  kiln  room,  thus  (dving  the  kihi  operators  moren 
arul  romoviiif!  the  motors  aii<l  starters  from  the  heat  and  dust  diret 
in  front  of  tlie  kihis, 

Fifl-  44  sliows  a  75-horsepower  Wagner  motor  operating  an  A 
tin  (Tiish<T,  and  a  5(l-horsopower  motor  operating  a  Williams  cnisli 


MINING  INDLSTRY 

Tlic  cxttTiMvc  uw  (if  <Iiftri(it.v  in  mining  is  due  chiefly  to 
hijrh  ffficicticy  i>f  nmdcni  clri'lriral  niaclniKTv,  and  to  the  desi 
liility  of  cliniiiiiitiii^  loti^  lini'.s  of  steam  and  air  piping  necessary' 
C'onvt'v  powiT  from  plant  to  mine.     Larj^e  hor^iepowers  may  ea: 


.IS 
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1h'  traiismitti'd  liy  electricity  at  a  very  small  loss  c>\cr  long  distati' 
thus  making  it  possible  to  develop  a  hydro-t-lcctrit!  plant  of  -•^uffiii 
capacity  for  several  properties,  with  a  correspoiKliiig  saving  in 
cost  of  installation  and  maintenance.  The  flexihility  of  the  nji 
dri\e  renders  possible  the  use  of  portable  macliinery  and  allow? 
rel<»cation  of  existiiijg  machines  without  interfering  with  the  openit 
cf  the  remainder  of  the  equipment. 


Applications.  The  electric  niotcir  is  used  for  drills,  hoisting  a 
innupiiif,'  iiiiirhincry.  \  i-rililjilin^:  fans,  emiveyors,  breakers,  elect 
loeciiiKiiv.'s.  and  cril-ciiitiii;;  niai'hines.  In  Fig.  4">  i.s  sluiwn  i 
double  dnini  eliTlri.'  In-i-i  ilri\i-ii  thr.pni:li  gearsby  a  Cieiieral  Klect 
\arialili-"|jeed  indtirii.m  riiolur.  Tlie  ch'ctric  hoist  ami  motor  i 
t]:<innii-d  cm  a  ,-in;;lc  ca-t-iron  ba^-.  fonning  a  very  Compact  Ui 
I  iir.  Hi  >[iiiws  all  elietrie  Imi-t  usci  in  bnihiing  construct itm. 
.l.virie  drill  is  .  Icarlv  illustrated  in  I'ii:.  -t7  c.iniectwl  hy  Ik-Ii  to  1 
rotary  hannncr  >liowii  in  I'ig.  l^.     Tlio  mechanism  of  the  drill  ti 
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sists  of  two  parts,  a  revolving  helve  containing  the  hammers,  and 
the  rhuck  mechanism  for  holding  and  rotating  the  drill  steel.  As 
the  helve  revolves  the  hammer  is  thrown  outward  by  centrifugal 


orce  and  at  each  revolution  strikes  a  blow  upon  the  projecting  head 
f  the  drill  steel  cap,  which  in  turn  delivers  the  energy  of  the  blow 
o  the  drill  steel. 
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In  Figs.  49  and  50  may  be  seen  an  electric  mine  locomotive  of 
General  Electric  manufacture,  the  former  portraying  the  locomotive, 
trolley,  and  tracks  in  the  mine  of  the  Consolidated  Coal  Company 
of  St.  Louis,  Missouri,  while  the  latter  shows  the  electric  motor 
peared  to  the  locomotive  axle.  Either  direct-  or  alternating-current 
motors  may  be  used  for  mine  haulage. 

One  of  the  most  important  applications  of  the  electric  motor  in 
the  mine  is  that  of  the  Sullivan  coal  cutter,  shown  in  Fig.  51.  This 
figure  illustrates  the  machine  in  working  position  crossing  the  face 
of  the  vein  in  an  Illinois  mine.  The  machine  consists  of  three  prin- 
cipal parts — a  cutter  bar  with  a  continuous  chain,  carrjing  teeth  or 
bits;  a  motor  which  drives  the  cutter  chain  through  gearing  or 
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prockets  and  feeds  the  machine  along  the  face;  and  a  frame  or  pan 
m  which  the  working  parts  are  mounted. 

The  directnxinnected  motor  ar.d  centrifugal  pump  have  come 
ito  extensive  use  for  mine  work  as  being  the  most  efficient,  compact, 
nd  flexible  installation  possible.  Fig.  52  portraja  a  150-horsepower 
reneral  Electric  22n-volt  motor  direct-connected  to  a  four-stage 
0-inch  centrifugal  pump  operating  against  a  330-foot  head,  capacity 
500  gallons  per  minute.  Fig.  53  shows  a  300-  to  150-horsepower 
vo-speed  induction  motor  driving  a  ventilating  fan  by  means  of  a 
Bxihle  coupling. 

In  .Fig.  54  ia  given  an  illustration  of  a  Sullivan  air  compressor 
ounted  on  a  base  with  a  direct-current  motor.  The  motor  drives 
le  compressor  through  a  silent  chain.  Fig,  55  shows  a  motor,  air 
impressor,  and  air  tank,  all  mounted  on  a  mine  truck.  This  equip- 
ent  is  especially  valuable  for  operating  air  drills  in  metal  mines. 


t 
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GENERAL  APPLICATIONS 

ENQINEERINO 
The  electric  drive  is  adapted  to  the  driving  not  only  of  indus- 
trial machinery  but  of  machinery  used  in  general  contracting  aa  well, 
replacing  the  steam  shovel  in  excavating  and  in  dredging,  and  fur- 
nishing the  power  in  the  municipal  pumping  plant,  the  refrigerating 
plant,  and  the  quarry.  In  Fig.  56  is  given  an  illustration  of  a  dredge 
used  in  placer  gold  mining.  This  13  gold  dredge  No.  11,  of  the 
Yuba  Construction  Company,  of  Marysville,  California,    The  elec- 
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trical  equipment  consists  of  three  125-kilowatt  60-cycle  4000-  to 
lOO-volt  three-phase  transformers;  one  7H-kiIowatt  4000-  to  115- 
ind  230-volt  transformer  switchboard;  seven  440-volt  induction 
motors  ranging  from  10  to  250  horsepower.  Fig.  57  shows  the  appli- 
■ation  of  two  of  these  motors,  one  belted  to  the  bucket  line  and  the 
ither  connected  to  the  winch  or  hoisting  drum  by  chain  drive. 
In  Fig.  58  is  shown  a  very  compact  pump  installation.  Here 
he  adjustable-speed  Stow  motor  and  triplex  pump  are  geared 
ogt'ther  and  mounted  on  the  same  base.  Fig,  59  shows  a  group 
f  motors  operating  refrigerating  machines  through  a  link-belt  silent 
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chain  drive.     Fig.  60  illustrates  the  ease  and  flexibility  of  appIicitioL 
of  the  motor  to  quarry  machinery. 


DOA\ESTIC 

'I'lic  appiiratiiiiis  of  tlu'  clcctrir  drivi;  to  labor-saving  devitt^ 
fur  till'  lioiiic  arc  lull  iiiinuTiiiLs  to  juiniit  of  a  discussion  of  all  of  thciu 
licrc.  V\ii,  i>\  slicitts  ii  Thur  wa^liiuj;  mai'hine  driven  by  a  small 
iiKitnr  liy  iiiraiis  <if  ln-lt  drive.  V}g.  {>2  illustrates  a  small  mutni 
(jpiTatiiiK  iiii  inuicr;  tlic  motor  is  nioiiritcd  on  a  platform  bt>lteil  H 
the  niuchinc  anil  Is  IhIIciI  to  the  drivt-  pulley  o|)crating  the  rolls. 
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APPENDIX 


TABLE  I 
Ratings  and  Classes  of  Motors 
In  the  following  tables,  jiublishcd  by  the  WoslinghouBe  Elcctrio  and  M 
ufatluring  Compjiny,  the  horsepower  reeonimended  \b  based  on  avcmgp  pract 
it  may  be  decreased  for  very  light  work  and  must  oftpn  be  incre.iaed  for  bf. 
work.  The  elass  of  motor  la  indicated  by  the  symbola  A,  B,  C  (>xplaiii«l  bi4 
The  meaning  of  these  HymlHila  is  Bometimea  modified  by  notes  un<lcr  the  tab 

(A)  Adjustable-speed  shunt-wound  direct-current  motors  where 
a  number  of  sj)eedB  are  essential. 

(B)  Const  ant -s|>eed  shunt-wound  direct-current  motors  where 
speeds  arc  obtainable  by  a  gear  box  or  cone  pulley  arrangenif-ot  or  vl 
only  <mc  sjiccd  is  rc<|uired. 

{C)  H<|uim4-eaKe  iiKlueticm  motor  where  direct  curreiit  is  not  av 
able.  A  Rear  Iwx  or  cone  pulley  arrangement  muot  be  used  to  <Al 
diilcrent  s|)peds. 


l>OUbk' 
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DRILLING  AND  BORING   MACHINES— 
Continued. 


Horsepower 


Radial  dnlk.  3-foot  arm. 
Radial  drill»,  4-foot  arm. 
Radial  drilb,  5  to  6  and 

7-foot  arm. 
Radial  drills.  8  to  9  and 

10-foot  arm. 


Heavy 

3 

5      to7H 


Average 

1  to  2 

2  to  3 


5      to  7H     3  to  5 
7H  to  10       5to7H 


CYLINDER 

BORING  MACHINES 

Motor — 

A,  B,  or  C 

Dia.  of  Spindle 

Inches 

4 

6 

8 

Max 
Dia. 

.  Boring 
,  Inches 
20 
30 
40 

H.P. 

10 
15 

Pipe  Tlireading  and  Cuttinft-Off  Machines 

Motor — A,  B,  or  C 

Size  Pipe — Inches  H.P. 
K  to    2  2 

4  to    3  3 

1      to    4  3 

1  »<i  to    6  3  to  5 

2  to    8  3  to  5 

3  to  10  5 

4  to  12  5 

8      to  18  7H 

24  10 


PLANERS 

Motor— A  •,  B*.  or  C 

Distance 

Width—           Under  Rail  H.P. 
Inches               — Inches 

22                        22  3 

24                       24  3  to 

27                       27  3  to 

30                        30  5  to 

36                        36  10  to 

42                        42  15  to 

48                       48  15  to 

54                        54  20  to  25 

60                       60  20  to  25 

72                       72  25  to  30 

84                        84  30 

100                     100  40 


5 
5 

7H 
15 
20 
20 


Normal  length  of  bed  in  feet  is  about  J^  the 
width  in  inche.«». 

•Compound-wound  motor. 

Rotary  Planers 

Motor — A,  B,  or  C 

Dia.  of  Cutter — Inches  H.P. 

24  5 

30  7H 

30  to  42  10 

48  to  54  15 

60  20 

72  25 

84  30 

96  to  100  40 


HYDROSTATIC  WHEEL  PRESSES 

Motor— B  or  C 


Size — Tons 
100 
200 
300 
400 
600 


H.P. 
5 

7Vi 
7.4 

10 

15 


PUNCHING  AND  SHEARING  MACHINES 

Presses  for  notching  sheet  iron,  motor — A,  B, 
or  C,  H  to  3  horse];>ower 

Punches 

Motor— B*  or  Cf 
Dia.—  Thickness 

Inches  — Inches 

%  H 

^        I 

1 

Wi, 
2 

2\i 


H 


1 

a.  P. 

1 

2 

to    3 

2 

to    3 

3 

to    6 

5 

5 

7H 

7H  to  10 

10 

to  15 

10 

to  15 

15 

to  25 

•Compound-wound  motor. 

t Wound  secondary  or  squirrel-cage  motor 
with  approximately  10  per  cent  slip  on  the 
larger  sizes. 

Shears 

Motor— B*  or  Cf 

Horsepower 
Width—  Cut  H-  Cut  H- 

Inches  Inch  Iron  Inch  Iron 

30  to  42  3  5 

50  to  60  4  7H 

72  to  96  6  10 

Bolt  shears 7H  horsepower 

Double-angle  shears 10     horsepower 

•Compound-wound  motor. 
fWound  secondary  or  squirrel-cage  induc- 
tion motor  with  10  per  cent  slip. 


Lever  Shears 

Motor— B^  or  Cf 
Size — Inches 


1 

IH 

2 

6 


xl 

xlH 

x2 

xl 


2V^x2>^ 


H.P. 
5 

7H 
10 

15 


1      x7 

2M  X  2%  20 

lJ^x8 

3>^x3H  30 

4H  round 
•Compoimd-wound  motor. 
fWound   secondary  or   squirrel-cage   motor 
with  approximately  10  per  cent  slip. 

Plate  Shears 

Motor— B^  or  Ct 


Size  of 

Cut 

Length  of 

Metal  Cut 

Per 

Stroke 

H.P 

Inches 

Min. 

Inches 

Hx    24 

35 

3 

10 

1      X    24 

20 

3 

15 

2     X    14 

15 

4K 

30 

1      X    42 

20 

4 

20 

l^x   42 

15 

4H 

60 

IHx    54 
IHx    72 

18 

6 

75 

20 

6H 

10 

1^x100 

10  to  12 

7H 

75 

•Compound-wound  motor. 
fWound   secondary  or  squirrel-cage   motor 
with  approximately  10  per  cent  sUp. 

Tin  Plate  Squsuinft  Shears 

Motor— B  or  C 
Siae  of  Plates—       Cuts  Per 


Inches 
54x54 
A  packs 
72x72 
■ft  packs 


Min. 
30 
30 


H.P. 

7H 

JIL. 
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J 
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■  ■I 


SHAPERS 

Motor — A,  IJ,  or  C 

Stroke — Inches  H.P.  Single  Head 

12  to  16  2 

18  2to3 

20  to  24  3  to  5 

30  5lo7}2 

Traverse  Head  Shaper 

20 

24  10 


ROLLS- BENDING  AND 
STRAIGHTENING 

Motor- R*  or  Ct 
Width—  ThirknoM — 


F«M't 

4 

0 

G 

(i 

8 
10 
10 
'2\ 


Inches 

:  H 
1 


H.P. 
.5 
5 

7'j 

i:> 

.'»0 


•St;iijil.ird  l»r'ridiiijr  roll  iiiiitr)r. 
fWjiiind  siMond;iry  itiductioii  motor. 


SAWS   -COLD  AND  CUT  OFF 

Motor-  -A,  li,  or  C 

tfixo  of  S;iw-  Iiichr.i  H.P. 

•JO  3 


32 
3(1 
IJ 


10  to  l.'» 
20 


SLOTTINC;  AND  KEY  SKATING 

.Motor-     V,  B,  ttr  (' 


Stroke-  -Iiiflifi 

(i 

H 
II) 
12 
It 
]('• 
IS 
20 
24 
30 


H.P. 

3 
3       to     o 
■') 
5 

.'»         To      7 '   • 

7'.. 
7'-.  t..  IM 

10  to    l.'l 

10  tM     1.') 

10     I.)  i:. 


HORIZONTAL  BORINC;.  DKH.MNC;  AND 
MHXINC;  MACIIINKS 

M..t..r      .\.  H.  ..r  (' 
Sizi"  I'f  .**jiiri<llf  Il'ir '«-|)«i\\.r  f«ir 


In>  I 


M'>« 


;{' 


K.  -}■  . 


I  >  .  i> 


.»      t..    I  ' 
7 ' ..  t . .  I ' » 
10  '  t..  1". 


]'(>r    iiri<  liiiii--4     with     d>)iilili'     .-^iiindl'"*     ii-i- 
liiiitur^  'if  ilmililt-  t  hi"  lnir'»-jMi\\iT  j'i\«ri. 


MILTIPLK 

SPINDLE 

DRILL 

Moti 

>i      A. 

M.  or 

(' 

Si?«-  ..f  Drdl.- 

II  I'. 

IlM  In   -* 

Tp  t 

) 

V:    t'»    '4 

i) 

to   Ifl 

.^jiiridi 

3 

,'..    to    =, 

10 

•'» 

1^    t"    '/ 

10 

7'  . 

',    to     -1 

10 

10 

,    1..   1 
■> 

10 
I 

10  to  I.'. 

*•  1 

1 

1  '  ' 
HI 

> 

s 

I"i 

EMERY 

WHEELS. 

GRINDERS.  El 

Alotor- 

-B 

or 

C 

WuKCLa 

No. 

Bize — Inched 

HP. 

2 

6 

}i    to      1 

2 

10 

■> 

2 

12 

3 

2 

18 

5      t.j7' 

•> 

aw 

24 

71  J  to  M 

2 

20 

7' »  to  I" 

MISCELLANEOUS  GRINDERS 

Motor — B  or  C 

Wft  t<K»l  grtndor 

Flexible  swinging,  srindini;,  and  polish- 
ing machine 
Anglo  cock  grinder 
Pii^ton  nxl  grimlor 
Twij«t-driH  grintli*r 
Automatic  tiwd  grindor 

GRINDING  MACHINES   fCIRINDI? 
SHAFTS,    ETC.) 

Motor— A,  B,  or  C 


Dia. 
Whwl 
Inched 

10 

10 

10 

10 

14 

IS 

IS 

IS 


L»'njf  f  h 
W„rk 
Inclioa 
54) 
72 
OG 
120 
72 
120 
141 
108 


II'»H«iKPC»w  ft 
H. :. 
W. 


Avi-r;u:o 
Wnrk 

r> 
5 
r> 
.»> 

If) 
10 
10 

ID 


I.-* 
ir. 


Siz«'  -Inchi'3 
MS  X  9 
4S  X  10 
30  X  12 
r.O  X  12 
72  X  1 1 
(it  X  20 


GEAR  CLTTERS 
Motor — A.  n.  or  C 


10 


3 
5 


■J 


n.p 

i>> 
III 

to     7 

In  1(1 
T    •  I'l 


7'2 


HAMMERS 

Motor — B*  or  Cf 
Size     Lbr.  If  |» 

'»  to      lil  1        ,       - 

100  to  200  5'  ^  }"  li, 

PlisH  drop  hammer«  retiuir.*  approtim 
1  l.orM.i^,«.r  for  every  lOO-lb.  «(i«h 
liiunnii-r  hi-.-id.  ^ 

■(  'oriipoiinii-woiind  motor. 
IVNoMiid  srrondary  st|uirn..|-rajft.  nuitor 
Mppr  i\!firttflv  10  p«'r  cf'nt  *«!ip. 

LATHES 

Motor — A,  B.  or  C 
Engine  Lathes 


I    < 


U  nil' 

12 

It 

ll) 

IS 
2f)  t..  22 
2t  lo  1.'7 

30 
3 J  u,  :H\ 
;ts  to  12 
IS  to  .'•! 
I'lO  to  St 


Iriili 


HtHUtUHCiW  I.H 

IS      Avernge  || 

'a 
?*■  to    1 
2 
3 


1  to 

2  to 
3 

.•>       to 

7>a  to  10 
10  to  !.'> 
i:>  to  20 
20      to  2o 


2 
2 


7'j 


« 

71 
10 

2.% 


'•.tvy 

2 

lo 

to 

lo 

1  to 

^  111 

■J  lo  : 

to  1 

to: 

lo : 

In;' 
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Single 
Double 


Size — Inches 

48 

51  to  CO 

79  to  84 

90 

100 


Axle  Lathes 

H.P. 
5.     7H.  10 
10,  15,       20 

Wheel  Lathes 

Tail  Stock  Motor^ 

H.P.  H.P. 

15  to  20  5 

15  to  20  5 

25  to  30  5 

30  to  40  5  to  7V4 

'  40  to  50  5  to  7}4 


•Standard  machine-tool  traverse  motor. 

MILLING  MACHINES 
Motor — A.  B,  or  C 
Vertical  Slabbing  Machines 


Width  of  Work — Inches. 

24 

32  to  36 

42 


H.J' 


7'u 


10 
15 


Vertical  Milling  Machines 

Height    Under    Work — 

Inches  H.P. 

12  5 

H  7H 

18  10 

20  15 

24  20 


Plain  MilUnft  Machines 


Table 

Feed 

Inches 

34 

42 

50 


Cross 

Feed 

Inches 

10 

12 

12 


Vertical 

Feed 

Inches 

20 

20 

21 


H.P. 

10 
15 


Universal  Milling  Machines 


Machine 
1 

m 

2 

a 

4 
5 


No. 


H.P. 
1  to  2 
1  to  2 
3  to  5 
5  to  7>4 
7H  to  10 
10      to  15 


Horizontal  Slab  Millers 


Width  Between 
Housings 
Inches 
24 
30 
36 
60 
72 


Horsepower 


Average 
7H  to  10 
7H  to  10 
10      to  15 

25 

25 


Heavy 
10  to  15 
10  to  15 
20  to  25 
50  to  60 
75 


METHOD  OF  ESTIMATING  H.  P.  TO  TAKE  A  GIVEN  CUT  ON 
LATHES  AND  OTHER  TOOLS  USING  THE  ROUND  NOSE 

TYPE  OF  TOOL 

To  determine  the  h.  p.  required  to  remove  metal,  the  cubic  inches  of  metal 
removed  per  minute  are  multiplied  by  a  constant. 

The  rate  of  removing  metal  can  be  determined  by  the  aid  of  Fig.  63; 
the  figures  in  the  vertical  column  at  the  left  represent  areas  of  cut  and  those  in 
the  bottom  horizontal  row  are  cutting  speeds  in  feet  per  minute.  The  figures 
on  the  oblique  lines  are  cubic  inches  of  metal  removed  per  minute.  An  example 
will  illustrate  the  use  of  the  diagram: 

Cutting  speed — 60  ft.  per  minute. 
Area  of  cut — .015  sq.  in.  ( A-i^i-  feed,  Ji-in.  cut). 
The  intersection  of  the  horizontal  line  through  .015  and  the  vertical 
line  through  60  is  on  oblique  line  11;  i.  e.,  11  cubic  inches  of  metal 
are  removed  per  minute. 
The  following  constants  based  on  average  shop  conditions  are  useful 
for  estimating  purposes  when  round  nose  lathe  type  tools  are  used: 
Cast  iron,  0.3  to  0.5  h.  p.  per  cu.  in.  per  min. 
Wrought  iron,  machinery  steel,  0.6  h.  p.  per  cu.  in.  per  min. 
Steel — 50  carbon  and  harder,  1.00-1.25  h.  p.  per  cu.  in.  per  min. 
Brass  and  similar  alloys,  0.2  to  0.25  h.  p.  per  cu.  in.  per  min. 
For  the  average  work  of  drills  the  h.  p.  is  estimated  in  a  similar  way. 
The  cubic  inches  per  minute  are  calculated  by  the  formula  0=-7854Xd'f  where 
d  is  the  diameter  of  the  drill  in  inches  and  f  the  feed  in  inches  per  minute.  The 
constants  are  approximately  double  those  given  above. 
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TABLE  II 
Engineering  Information — Chain  Data 

Standard  Sizes,  Weights,  Wheel  Widths,  Working  Loads,  and  Horsepowers 


WIDTH        I 

Weigh  t 

Wheel 
Width 
Flaneed 
or  not 
Inches 

Work- 
ing 

HORSEPOWERS  AT  VARIOUS  SPf 

]FD:S 

Pitch 

Nominal 

Total 

Over 

Link 

Inches 

Outside 
Inches 

Lba. 

Load 
Lbs. 

700  ft. 
p«rroin. 

800  fk 
per  min. 

900  ft. 
per  mm. 

llOOft. 
permin. 

1200  ft. 
permin. 

.25 

.36 

.24 

H 

12 

.25 

.29 

.32 

.4 

.43 

.D 

.62 

.48 

1 

24 

.51 

.58 

.65 

.8 

.87 

.75 

.87 

.69 

IH 

36 

.76 

.87 

.98 

1.2 

1.31 

1.0 

1.12 

.90 

VA 

48 

1.01 

1.16 

1.30 

1.6 

1.74 

}2  Inch 

1.25 

1.39 

1.11 

Wx 

60 

1.27 

1.46 

1.64 

2.0 

2.18 

1.5 

1.64 

1.32 

2 

72 

1.53 

1.74 

1.96 

2.4 

2.62 

2.0 

2.14 

1.80 

2H 

96 

2.02 

2.32 

2.60 

3.2 

3.48 

3.0 

3.14 

2.70 
.9 

VA 

144 

3.03 

3.48 

3  90 

4.80 

5.22 

.75 

.9 

IH 

57 

1.21 

1.38 

1.56 

1.9 

2.08 

1.0 

1.15 

1.15 

VA 

76 

1.61 

1.84 

2.07 

2.53 

2.76 

1.25 

14 

1.4 

IH 

95 

2.02 

2.30 

2.60 

3.17 

3.46 

^s  Inch 

1.5 

1.68 

1.65 

2^ 

114 

2.42 

2.76 

3.11 

3.8 

4.15 

1  75 

1.93 

1.9 

2^ 

133 

2.82 

3.22 

3.63 

4.43 

4.80 

2.0 

2.18 

2  15 

2H 

152 

3  22 

3.68 

4.15 

5.17 

5.51 

3  0 

3.18 

3.30 

3H 

22s 

4  83 

5 .  52 
1.70 

6  21 

7.56 

8  30 

.93 

1.2 

lA 

70 

1.48 

1.91 

2.34 

2.55 

1.0 

1.18 

1.5 

IH 

94 

1.99 

2.18 

2.56 

3.13 

3.42 

1.25 

1.43 

1.8 

m 
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2.48 

2.84 

3.19 

3  9 

4.25 

1.5 

1.68 

2.1 

Vfi 

141 

2.99 

3.42 

3.85 

4.7 

5.12 

U  Inch 

1.75 

1.97 

2.4 

2K2 

164 

3.48 

3.98 

4.47 

5.5 

5.96 

2.0 

2.21 

2.7 

2H 

188 

3.99 

4.56 

5.14 

6.27 

6.84 

3.0 

3.21 

3  9 

334 

282 

6.00 

6.84 

7.70 

9.40 

10.20 

2.5 

2.68 

3.6 

2fi 

211 

4.98 

5.70 

6.41 

7.83 

8.54 

4.0 

4.21 

5  4 

4% 

376 

7.98 

9.12 

10.28 

12.54 

13.68 

1.0 

1.8 

lA 

158 

3.35 

3.83 

4  31 

5.27 

5.74 

1.5 

2.6 

2A 

237 

5.04 

5.75 

6.48 

7.9 

8.64 

2.0 

3.4 

2H 

316 

6.71 

7.56 

8.62 

10.5 

11.50 

1  Inch 

2.5 

4.2 

3A 

395 

8.39 

9.58 

10.80 

13.15 

14.4 

3.0 

5.0 

3H 

474 

10.05 

11.5 

12.9 

15.8 

17.25 

4.0 

6.8 

4H 

632 

13.42 

15.12 

17.24 

21.0 

23.0 

5.0 

8.4 

5H 

790 

16.78 

19.16 

21.64 

26.3 

28.8 

15 

3.2 

2^ 

316 

6.7 

7.66 

8.61 

10.5 

11.50 

2.0 

4.2 

2^ 

422 

8.9 

10.2 

11.50 

14.0 

15.3 

2.5 

5.2 

Ws 

527 

11.2 

12.8 

14.4 

17.6 

19.2 

IJi  Inch 

3.0 

6.2 

Vyi 

633 

13.45 

15.36 

17.3 

21.1 

23.0 

4.0 

8.2 

4H 

844 

17.9 

20.4 

23.0 

28.2 

30.7 

5.0 

10.2 

5H 

1055 

22.4 

25.6 

28.8 

35.2 

38.4 

6.0 

12.4 

6K 

1266 

26.9 

30  72 
14.7 

34.6 

42.2 

46.0 

2.0 

4.9 

2K 

607 

12.9 

16.6 

20.2 

22.1 

3.0 

7.3 

334 

911 

19.35 

22.1 

24.9 

30  3 

33.1 

13^  Inch 

4.0 

9.7 

4Vh 

1214 

25  75 

29.4 

33.1 

40.5 

44.2 

5.0 

12.1 

5Vh 

1518 

32.2 

36.8 

41.4 

50.3 

55.2 

6.0 

14.6 

63^ 

1822 

38.7 

44.2 
54.52 

49.8 

60.6 

66.2 

6.0 

16.0 

7A 

2250 

47.75 

61.4 

75.0 

81.9 

8.0 

22.0 

m 

3000 

63.6 

72.75 

81.9 

100.0 

109.0 

lU  Inch 

10.0 

27.0 

iVA 

3750 

79.6 

91.0 

102.25 

125.0 

136.3 

12.0 

32.0 

\ZV2 

4500 

95.5 

109  04 

122.8 

150.0 

163.8 

4.0 

12.9 

53^ 

1650 

35.0 

40.0 

45.0 

55.0 

60.0 

6.0 

19.2 

l^A 

2500 

53.0 

60.6 

68.2 

83.5 

91.0 

8.0 

25.4 

W2 

3300 

70.0 

80.0 

90.0 

110  0 

120.0 

2  Inch 

9.0 

28.33 

10^ 

3750 

79.6 

91.0 

102.25 

125.0 

136.3 

10.0 

32.0 

11^ 

4166 

88.5 

101.0 

113.70 

139.0 

151.5 

12.0 

37.5 

13H 

5000 

106.0 

121.2 

136.4 

167.0 

182.0 
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MANAGEMENT  OF  DYNAMO- 
ELECTRIC  MACHINERY 

PARTI 

The  object  of  this  treatise  is  to  set  forth  the  most  important 
features  which  must  be  considered  in  the  actual  handling  and 
operation  of  electric  generators  and  motors.  The  principles  and 
general  construction  of  direct-current  (d.c.)  and  alternating-cur- 
rent (a.c.)  generators  and  motors  are  treated  elsewhere.  The 
subject  may  be  divided  into  three  parts,  as  follows : 

(1)  Selection,  Erection,  Connection,  and  Operation 

(2)  Inspection  and  Testing 

(3)  Troubles,  or  ** Diseases,"  and  Remedies. 

THE  MACHINE— FROM  SELECTION  TO  SERVICE 

SELECTION  OF  A  MACHINE 

The  voltage,  capacity,  and  type  of  machine  are  dependent 
upon  the  system  to  which  it  is  to  be  connected  and  the  purpose 
for  which  it  is  to  be  utilized,  but  there  are  certain  general  fea- 
tures which  should  be  considered  in  every  case. 

Construction.  The  construction  should  be  of  the  most  solid 
character  and  guaranteed  first-class  in  every  respect,  including 
materials  and  workmanship. 

Finish.  A  good  finish  is  desirable,  since  it  is  likely  to  cause 
the  attendant  to  take  greater  care  of  the  equipment. 

Simplicity.  The  machine  should  be  as  simple  as  possible  in 
all  its  parts ;  peculiar  or  complicated  features  should  be  avoided, 
unless  absolutely  essential  for  the  operation  of  the  system. 

Attention.  The  amount  of  attention  required  by  a  machine 
depends  in  a  great  measure  on  the  kind  of  machine.  Direct-con- 
nected revolving-field  a.c.  generators,  revolving-field  synchronous 
motors,   and  induction  motors  require  little   or  no   attention. 
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2     .MAXAfiKMEXT  OK  DVXAMO-KLKC 'THK  •  MAi'lIlNKl 

\viici'«'as    iiuicliiiifs   of   tlir   coiriiiiiitatiii^    ty[>t*    il<'iUciii>l    :i   <■ 
iinouiit   of  viWi'  to  keep  l)rush«*s  ami   roiiiiuutators   in  riui<l 
Above  all,  clcaiilinoss  is  i»sst'iitial  to  tht*  life  ami  i»ro])i*r  «»i>'-! 
ot  all  t'lcrtrical  ai)|)aratus. 

Handling,  ^lachiiu's  of  tho  iwolving'-fii^ld  altrrnatini 
rriit  typj*  ait*  arraii^iMl  so  that  thi;  arinutuivs  may  !»••  iiiov- 
th«'  fomnlatioii  platrs  parallel  to  the  shaft  to  allow  of  n 
to  ritluM-  ficM  or  aniiatiirfs.  Direct-cunviit  tyj)fs  of  Miiir 
ai't'  usually  split  tliroiitrh  tli«*  inafriu't  fraiiiL'  in  a  liorizoiital 

so  that  thrv  mav  1)«'  disasseiiihl»M.l  i-radilv. 

•         •  • 

Regulation.  I'lilrss  the  niachiuc  is  si^lf-rfg-ulatiii^,  it  h 
ally  customary  to  employ  some  automatic  clcviee  i'Xtt*rnal  ? 
marhiiie  to  maiutain  constant  volta«;e. 

Form.  Preferably  the  maeliine  should  lu*  of  stainlani 
able  make,  to  insure  proper  synniietry  of  form  as  ^v^*ll  as 
<reihn-ss  of  (lesi»rn. 

Capacity.  A  mac'hine  shouhl  l)e  earefully  si'loetrJ  fo 
\v»;rl\  it  has  to  perfoi'in,  the  hitrhest  efTieinicy  hcin^  f>1)tain 
normal  and  slitrht  ovii'loacls.  The  lieatiiijr  ait  iioi-mal  aii«I 
scribed  overloads  is  fi\e(l  by  the  Staiidardizat ion  Riilrs  o 
American   Ihstitute  of  Kh'ctrical   Knjrim'rrs. 

Cost.  It  is  usually  an  eri'oi*  to  select  a  |?<*nt»ratoi'  or  i 
simply  b«'c;iii.sc  it  is  cheap,  since  both  the  inatt^rials  niul  tin*  ^ 
mjMiNliip  rr«piircd  for  ihc  "onstruction  of  a  hig'h-jarrac.K-  r\vr* 
riia<'liin»'  ai"i*  custlv. 

IIRHCTION 

MI-XHAMCAL  C0N[)IT10NS 

Location.  TIh*  placf  chns.n  foi-  the  macbino  slioulil,  if  i 
liif,  iM-  ilni,  I  r> »  I  ruin  thisf  nr  (irlt,  llffht,  itnd  wt  if  Vt  Hfiitit*  t, 
-.hnuld  .'dso  lir  ai-i'anL'»-d  so  that  there  is  I'ooni  enough  for  tlu»  rv\ 
!»f  tin-  armaturi-  without  shift  inir  or  turninpr  tlu»  iiiaehiiio. 

Foundations.  It  is  of  «:rcat  importance  to  liavi*  tlit»  mm 
linrdy  plai-<d  upon  a  Lnxid  and  solid  foundation;  otlu^rwisi 
maltri-  \m\\  \\«  II  c(»nstructcd  and  \v«'ll  managed,  tin*  vihra 
o»-cuirinL'  on  a  pool*  fnundatinn  will  pi'oduce  nois(».  sparkiiie  a 
bnislics.  and  otli»-r  troubh-s. 
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It  is  also  necessary,  if  the  machine  is  belt-driven,  to  mount 
it  upon  rails  or  a  Htiding  bed-plate  provided  with  holding-down 
bolts  and  tightening  screws  for  aligning  and  adjusting  the  belt 
while  the  machine  is  in  operation,  Fig.  1.  The  machinery  founda- 
tions consist  of  a  mass  of  stone,  masonry,  brickwork,  or  concrete, 
upon  which  the  machinery  is  placed  and  usually  held  6rmly  in 
place  by  bolts  passing  entirely  through  the  mass.  These  bolts  are 
built  into  the  foundations,  the  proper  positions  for  them  being 
determined  by  a  wood  template  suspended  above  the  foundation. 


as  shown  in  Fig.  2.  Tlie  bolts  are  preferably  surrounded  by  iron 
pipe  that  fixes  them  longitudinally  but  allows  a  little  side  play 
wliich  may  be  necessary  to  enable  them  to  enter  the  bed-plate  holes 
readily.  The  brickwork  for  machinery  foundations  should  consist 
of  hard  burned  bricks  of  first  quality,  laid  in  good  cement  mortar. 
Lime  mortar  is  entirely  unfit  for  the  purpose,  being  likely  to  crum- 
ble away  under  the  effect  of  the  vibrations  caused  by  the  machin- 
ery. Brick  or  concrete  foundations  should  be  finished  with  a  cap 
of  cement.     This  forms  a  level  surface   upon  which  to  set  the 
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raachiuery.    Almost  all  large  foundations  are  concrete,  brick  m-l-Vr;; 
bfiiig  tisod. 

Fixing  the  Machine.  Levelling.  In  fixing  pitluT  diri'it-«i't- 
nected  or  bflt -driven  machines,  determine,  with  b  long  straitrht  •-il'- 
and  spirit  li-vvl,  c-liccked  by  a  snrvejors  Y  level,  if  the  top  of  *!■ 
foimdatioii  is  level  and  tnic.  If  this  is  found  to  l>e  tlie  cas-'.  fi' 
lioliling-doun  holts  may  be  dropped  into  the  holes  in  the  foinxb- 
tion,  if  tliey  iin'  not  already  built  in,  and  the  machine  earefdiv 
pla<'ed  tlieri-on,  llie  ends  of  tlie  holts  bi-ing  passed  through  th- 
lioles  in  llie  bi'd-i)hite  and  secured  by  a  few  tnnis  of  the  nuts. 


1.  nir|..v 


ri.|ii|)tal<'    Su<|-'g4-: 


Ahijiiitiii.  Till'  iiiHi'liiiie  shiinld  tluii.  If  belt -con  nee  ted.  h? 
.  ■■iirei'iilly  iiliwiied  with  the  li'iiTisiiiittinc  pulley  or  flywheel.  Par- 
ti<-iiliir  atti-iiticHi  sIii.ilIiI  !«■  iniid  to  the  alignment  of  the  puller 
in  .irdrr  tluit  the  UM  may  niii  properly.  If  direet-eoune'ted 
the  dyimiiio  h-d-plat''  and  armature  shaft  must  be  carefull.v 
filitrned  iijid  ii.ljnsted  wilh  respei-t  to  the  engine  shaft,  raising  or 
hiweiinp  the  IhiI-jiIiiIis  of  the  eorivsponding  machines  by  means 
of  thin  east  iron  or  oilier  wedges;  anil  the  generator  frame  abo 
uliould  lie  adjusted  to  its  i)roper  height  by  means  of  thin  stript 
of  metal  si't  between  its  sni)portin(!  feet  and  the  bed-plate. 
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Grouting  the  Base.  Having  thus  aligned  and  leveled  the  ma- 
chine, it  should  next  be  grouted  with  thin  cement.  This  is  done 
by  arranging  a  wall  of  mud  or  wood  battens  around  the  bed-plates 
of  the  machine,  and  running  in  thin  cement  until  the  holding- 
down  bolt  holes  are  filled,  and  the  cement  has  risen  at  least  one- 
lialf  inch  above  the  under  side  of  the  bed-plate.  This  head  of 
grouting  allows  for  shrinkage  as  the  water  dries  and  the  grouting: 
settles.  If  grouting  were  poured  only  to  the  under  side  of  the  bed- 
plate, it  would  shrink  away  when  dry  and  leave  a  space  between  the 
foundation  and  the  bed-plate.  When  the  cement  has  partially  set, 
the  wall  may  be  taken  down  and  the  surplus  cement  removed. 
When  the  cement  is  dry,  the  nuts  on  the  holding-down  bolts  may  be 
drawn  up.    This  fixes  the  machine  firmly  upon  its  foundation. 

Mechanical  Connections 

Various  means  are  employed  to  connect  the  engine  or  other 
prime  mover  with  the  generator,  or  the  motor  with  the  apparatus 
to  be  driven.    The  most  important  are  as  follows : 

Direct  Connection  Rope  Driving 

Belting  Toothed  Gearing 

Other  apparatus,  such  as  shafting,  clutches,  hangers,  and  pulleys, 
are  used  in  combination  with  the  above  means. 

Direct  Connection.  Direct  connection  is  the  simplest  and, 
for  that  and  other  reasons,  the  most  desirable  means  of  connection, 
provided  it  can  be  carried  out  without  involving  sacrifices  that  off- 
set its  advantages.  This  method,  also  called  direct  coupling  or 
direct  driving,  compels  the  engine  and  the  generator  to  run  at  the 
same  speed,  which  gives  rise  to  some  difficulty,  as  the  most  desirable 
speeds  of  the  two  machines  do  not  usually  agree.  The  natural 
speed  of  a  generator  is  high,  while  that  of  a  reciprocating  engine  is 
low;  lience  to  obtain  the  same  voltage  from  a  direct-connected 
generator,  more  conductors  are  necessary,  or  the  flux  cut  must  be 
increased.  Accordingly,  the  armature  and  the  frame  of  the  direct- 
connected  generator  must  be  larger,  thus  making  it  more  expensive 
than  a  bolt-driven  machine.  On  the  other  hand  the  speed  of  steam 
turbines  is  so  high  that  it  usually  requires  specially  designed  and 
constructed  generators  for  direct  connection. 
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C(y)ituiuous  Shaft  for  Engine  and  Oeneraior.  The  dirw 
neetion  of  an  engine  and  generator  is  accomplished  in  s 
waj-s,  the  simplest  of  wliieh  consists  in  mounting  the  am 
of  tlie  generator  direetly  ou  one  end  of  tlie  shaft  of  the  e 
This  may  he  aeeoinplished  in  any  one  of  several  ways.  ] 
repj-eseiits  a  t luce-hearing  bflte<l  generator, 

Coiiphd  f<h<ifl.s.  Anothir  form  of  direct  coupling  is  tl 
whie.li  a  motor  juii.1  a  generator,  each  complete  in  itself,  am 
liaving  two  lieiii-ings,  are  coupled  togi'tlier  by  some  mech 
device,  wliich  may  Ih-  either  rigid  or  slightly  elastic  or  adjui 


Ilelted  Generator. 


In  llie  forinii'  liise  lli<'  two  shafts  are  practically  equivalent 
sin^rlr  one.  ivliicli,  while  making  it  easy  to  remove  either  tiia< 
r(»r  r>'piiii-s.  In  sinncwliat  olijeetionable  owing  to  the  fact  th 
r<'i|nin's  larger  foni illations  and  introdueea  the  difficulty  of  i 
rately  aHgninfr  four  Iiiarings.  Tlie  use  of  a  flexible  coui 
avoids  till'  neei'ssify  of  perfeet  alignment,  and  also  the  8e 
trtiulili-  lliat  niifilit  arise  if  the  settling  or  the  wear  of  the  bea; 
shimld  hf  nni'V.'ii.  There  are  various  forms  of  6exible  coup 
onr  form  having  nihher  cylinders  interposed  hetween  the  two  p 
Thi  din  it  tiiiipling  of  gcmrators  with  hydraulic  turbinei 
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usually  be  carried  out  without  departing  from  the  natural  speed 
of  either  machine,  since  the  ordinary  speed  of  a  turbine  agrees 
closely  with  the  normal  speed  of  a  generator  of  the  corresponding 
capacity. 

The  relative  efficiency  of  direct  coupling  and  belting  depends 
greatly  upon  the  conditions;  but  in  general  the  former  is  more 
efficient  at  or  near  rated  load,  and  the  latter  at  light  loads.  The 
simplicity,  compactness,  and  positive  as  well  as  noiseless  action  of 
direct  connection  have  caused  it  to  become  the  most  approved 
method. 

Belting.  Kind.  If  the  generator  or  motor  is  not  directly 
connected — the  foimer  to  the  prime  mover,  the  latter  to  the  appara- 
tus to  be  driven — it  is  usually  connected  by  some  form  of  belting. 
The  kind  of  belting  selected  depends  greatly  upon  conditions  of 
drive,  distances,  etc.,  and  it  may  ])e  leather,  rawhide,  rubber,  or 
rope.  For  the  ordinary'  short  drives,  leather  is  the  most  desirable, 
though,  when  the  power  to  be  transmitted  is  small,  rawhide  belts 
are  also  satisfactory,  especially  as  the  cost  is  less  than  for  leather 
belts.  For  considerable  distances,  rope  driving  answers  very  well, 
because  it  is  so  much  lighter  and  cheaper  than  an  equivalent  leather 
belt,  though  grooved  pulleys  are  required,  making  the  total  cost 
about  the  same.  Rubber  belts  are  used  to  advantage  in  driving 
generators  from  water  turbines,  where  the  belt  might  be  exposed  to 
moisture.  Leather  belting  is  usually  the  most  reliable  and  satis- 
factory for  general  application,  except  for  very  short  drives,  where 
a  form  of  chain  belt  works  best.  There  are  three  thicknesses  of 
leather  belting:  single,  light-double,  and  double.  For  use  in  con- 
nection with  generators,  motors,  or  other  high-speed  machinery, 
the  *' light-double"  belting  is  usually  the  best. 

Power  Transmitted  by  Belt.    The  exact  amount  of  power  that 

a  given  belt  is  capable  of  transmitting  is  not  very  definite.     The 

ordinary  rule  is  that  ** single'*  belt  w411  transmit  one  horsepower 

for  each  inch  of  its  width  when  traveling  at  a  speed  of  1000  feet 

per  minute.    If  the  speed  is  greater  or  less,  the  power  is  propor- 

i    tionately  increased  or  decreased.     This  statement  of  h.  p.  trans- 

i   mitted  is  based  upon  the  condition  that  the  belt  is  in  contact  with 

I   the  transmitting  pulley  around  one-half  of  its  circumference,  or 

j  180  degrees,  which  is  usually  the  case.    If  the  arc  of  contact  is  less 
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than  ISO  degrees,  the  power  transmitted   is  Irss  in  the  {o\h\ 
proportion:    An  arc  of  135  degrees  gives    84   per  cent,  whil 
degrees  contact  gives  only  64  per  cent  of  the  power  iL  riviil  : 
a  belt  contact  of  180  degrees.    If,  on  the  otlier  Iiaiul,  thr  upp-  r 
sags  downward,  wliich  is  always  desirable,   tlie   In-lt  is  in  ov. 
with  more  tlian  half  the  cin*uniferen<'e  of   the   imlley;  ami 
th(»  grip  is  considerably  increased  and  more   pow<*r  can  In-  ti 
mittcd.     These  facts  make  it  very  desirable  to  have  the  ltos» 
of  the  hilt  on  top.     If  the  loose  side  is  beIo\v,   it  sajjrs  away 
the  ])ulley  and  is  also  likely  to  strike  the  floor. 

An  approximate  expression  for  detenu iiiiiig'   tin*   width 
single  belt  required  to  transmit  a  given  lioi\sei»o\ver  is  as  foil 

h.p.xlOOO 


W  = 


;s  A  c 


in  which  W  is  the  width  of  the  belt  in  inches;  h.j).  the  liors.-p 
to  be  transmitted  ;  S  is  the  speed  of  the  belt  in  fei*t  prr  mil 
which  is  ecjiial  to  tlie  eireumference  of  the  driving"  jmllry  in 
multiplied  ])y  the  numbrr  of  revolutions  per  niiiiiite  ;  and  T 
factor  dependent  upon  the  arc  of  contact.* 

*'I)()u]»le"  ])elting  is  expected  to  transmit  li,  and  "1: 
doublr"  1|  times  as  much  power  as  '^single*'  belting  of  th«»  !< 
width,  licit ini:  formulas  are  only  approximate  and  sliould 
he  applied  too  riiri<lly.  sincr  the  gri]>  of  the  belt  iij^on  tin*  pi 
vai'ics  consitlmibly  undrr  dill'crcnt  conditions  of  trii.sion,  temji 

ture,  and  moisture. 
smooth  side  of  a  belt  sir 
always  be  nin  against  a 
ley.  as  it  transniit-s  i 
power  and  is  more  dun 
Spliced  Joints.  Hel 
usrd  for  electric  ma  eh  in 
bring  usually  higrh-sp 
should  1h»  made  ''ondK 
for  |)«'i-m;im'nt  w(H-k.  ;is  this  !iiak«-s  Irss  noise;  but  it  may  be  i 
with  lac«-d  jniiit.s  ti-mporarily.     A  splir.'d  or  •*endless*'  joint  is  ni 

•  TJ.li-  -liii  .ir  ■•  p  '  I'"  ■■!'  til.  |.ii!l.  V  M'.-.m  i'  in-r  ivnt  :  honoi\  In  i1.>tt^rntl 
till-  -i/*"  ■»!'  piili.-x-.  \\li«.---'  M"  • 'I  :iiii~t   '"    ;i' I  111  ill'.  tli«-  raUulatod  lnjlt   spoid   «hou 


li-.    t        r.'l'    <'l;i'ii|'   \"V  Sjilir  ii.- 
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as  follows :  The  two  ends  of  the  belt  are  pared  down  on  opposite 
sides  with  a  sharp  knife  into  the  form  of  long  thin  wedges,  so  that 
when  laid  togeL.er  a  long  uniform  joint  is  obtained  of  the  same 
thickness  as  the  belt  itself.  The  parts  are  then  firmly  joined  with 
cement  and  sometimes  with  rivets  also.  It  may  be  necessary  to 
splice  or  lace  a  belt  while  in  position  on  the  pulleys;  and  for 
this  purpose  some  form  of  belt  clamp,  Fig.  4,  should  be  employed. 
If  a  belt  is  ordered  endless,  or  is  spliced  away  from  the  pul- 
leys, great  care  should  be  exercised  in  determining  the  exact  length 
required.  A  string  that  will  not  stretch,  or  preferably  a  wire  put 
around  the  pulleys  in  the  position  to  be  occupied  by  the  belt,  is 
the  best  way  to  avoid  a  mistake.  In  measuring  for  a  belt,  the 
generator  or  motor  should  be  moved  on  its  sliding  base  so  as  to 
make  the  distance  between  shaft  centers  a  minimum,  in  order 


Fig.  5.     Diagram  Showing  Proper  Way  of  lacing  Belt 

to  allow  for  the  stretch  of  the  belt,  which  may  be  as  much  as 
one-half  inch  per  foot  of  length. 

Laced  Joints.  The  lacing  of  a  belt  is  a  very  simple  and 
common  method  of  making  a  joint;  but  it  should  not  be  perma- 
nently employed  at  high  speeds  for  electric  machinery  belting,  as 
it  is  liable  to  pound  on  the  pulleys,  producing  noise,  vibration, 
and  sparking;  with  lighting  generators  it  is  also  likely  to  cause 
flickering  in  the  lamps.  In  lacing  belts,  the  ends  should  be  cut 
perfectly  square,  and  there  should  he  as  many  stitches  of  the  lace 
slanting  to  the  left  as  there  are  to  the  right;  otherwise  the  ends  of 
the  belt  will  shift  sidewise,  owdng  to  the  unequal  strain,  and  the 
projecting  corners  may  strike  or  catch  in  the  clothing  of  persons. 
A  good  way  to  accomplish  this  is  shown  in  Fig.  5.  The  various 
holes  should  be  made  with  a  circular  punch,  the  nearest  one  being 
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about  tliroc-fourths  inch  from  the  side,  and  the  line  tiirrir.i: 
center  of  the  row  of  lioles  about  one  iucli  from  tlie  end  of  iur 
In  hirj^t*  belts  these  distances  should  be  a  little  greati*r.  A  r» 
belt  lacinj^  of  strong  pliable  Leather  or  a  speeial  wire  sImmi 
used.  Tlie  laeing  is  doubled  to  find  its  middle  ;  and  the  nn 
passed  througli  the  two  holes  marked  1  and  la,  preeist-ly 
hH'iiig  a  sho«».  The  two  ends  are  then  pass^-d  sueeessiwly  tii 
the  two  sei'ics  of  holes,  in  the  order  in  which  they  are  nuiu' 
J,  .;,  .'/,  etc.,  and  Ja,  Sa,  Mi,  etc.,  finishing  at  7-.^  and  l-.iiK  wiii« 
ailditional  boles  for  securing  the  ends  of  the  lace.  Tlif 
advantage  of  this  method  of  lacing  is  tliat  tlie  laee  lit-s  u 
pulley  side  pai-alh'l  to  the  direction  of  motion. 

Arninfjf  im  }it  and  (\in  <tf  Brltinij,  It  is  desirahli\  for 
factory  running,  tliat  belts  should  be  reasonably  long  and  i 
horizontal.  The  distance  between  centei's  of  two  Ixdt-ctini 
pulleys  should,  if  possible,  be  not  less  than  three  times  the  dia 
of  tlie  hn-gei-  pulh'y.  The  belt  shouhl  be  just  tight  enougli  to 
sli|)ping.  without  straining  the  shaft  or  bearings.  The  two  ^ 
which  are  to  be  belt -connected  must  be  perfectly  j)aralli'l.  an 
centers  of  the  fac«'s  of  the  driving  and  driven  pidlevs  mu 
exactly  opj)nsit«'  to  each  otln'r,  in  a  straigl.'t  line  p«*rpcndieu] 
the  axis  ot"  the  sluifts.  The  ]nachijM\s  should  then  he  turned 
slowly  witli  the  belt  on,  to  si'c  if  the  latter  tends  to  run  t< 
side  of  the  pull«'y.  which  would  show  that  it  is  not  v^t  ])ni 
"linrd  up,"  in  whieh  case  one  or  both  machines  should  1k»  sli 
shiflr«l,  initil  lh«'  bt-lt  i-uns  ti'Ue.  If  possible,  the  niaciiine  iwv 
belt  shouhl  bf  s«'t  and  adjusted  so  as  to  eausi*  the  arniatu 
move  back  and  t'oi'th  in  the  beai'ings  while  nnuiinjjr,  on  accou 
the  siilr  nioti<Mi  of  the  b.lt,  i\\u\  tluis  make  the  commutator 
more  smoothly,  and  distribute  the  oil  in  the  bearing.  Wlien^ 
impraeti«-abl«'  to  have  sulVieirut  distance  betwei'u  eentei-s  of 
conin«-trd  pull.'Ns.  an  idl.-i-  |»ulley  is  often  ustul  to  giw  civate 
of  i-oMtai't  an«l  elastic  ti-nsion. 

It  is  always  di-sii-able  to  hnve  belts  as  pliable  as  noss 
lifiici'  the  t»c«-asi«>nal  use  ot'  a  good  belt  dn'.ssing — as  iieatsfoo 
itc.  -  is  !-reomirn'nd»«l.  I{osin  and  othei*  sticky  substances  are  s 
timrs  aj)plied  to  in«-j-«-as«'  tin-  adhesion:  but  this  is  a  pra 
allowal>le  only  in  ari  riii.i-g.  iH'y.  as  it  may  destroy  the  belt  sur 
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In  places  where  the  belting  ifj  very  much  exposed,  and  liable 
to  catch  in  the  clothing,  it  is  advisable  to  surround  it  by  a  railing 
or  box. 

Rope  Driving.  Rope  driving  possesses  advantages  over  ordi- 
nary belting  in  some  cases.  The  rope  runs  in  V-shaped  grooves  in 
the  peripheries  of  the  pulleys,  and  thereby  obtains  a  good  grip  by  a 
sort  of  wedging  action.  The  kinds  of  rope  ordinarily  employed 
for  this  purpose  are  cotton,  hemp,  rawhide,  and  wire. 

Advantages.    The  general  advantages  are  as  follows: 

(1)  Economy  in  first  cost. 

(2)  Large  amount  of  power  that  can  be  transmitted  with  a 
given  diameter  and  width  of  pulley,  on  account  of  the  grip 
obtained. 

(3)  It  is  almost  noiseless. 

(4)  Ropes,  on  accoimt  of  their  lightness,  can  be  used  to  trans- 
mit power  over  greater  distances  than  are  possible  with  any  other 
form  of  belting;  and  also  for  very  short  distances  on  account  of 
the  wedging  action.  Manila  rope  is  generally  used  in  the  United 
States,  being  of  three  strands,  hawser  laid,  and  may  be  from  ^ 
inch  to  2  inches  in  diameter.  The  breaking  strength  varies  from 
7000  to  12,000  pounds  per  square  inch  of  cross  section.  It  has 
been  found  that  the  best  results  are  obtained  when  the  tension  in 
the  driving  side  of  the  rope  is  only  3  to  4  per  cent  of  the  breaking 
strength. 

Power  Transmitted  by  Rope  Drive.    The  diameter  of  a  single 

rope  necessan-  to  transmit  a  required  h.p.  is  given  by  the  formula: 

^2  ^         825  h.  p. 


i'^'-^h) 


r  200- 


in  which  h.p.  is  horsepower  transmitted;  V  is  velocity  of  rope  in 
feet  per  second ;  and  D  is  diameter  of  rope  in  inches. 

The  maximum  power  is  obtained  at  a  speed  of  about  84  feet 
per  second.  With  higher  speeds  the  centrifugal  force  becomes  so 
great  that  the  power  transmitted  decreases  rapidly,  and  at  about 
142  feet  per  second  it  counteracts  the  whole  allowable  tension 
(200  D^  pounds)  and  no  power  is  transmitted. 

Arrangement  of  Rope  Belting,  There  are  two  methods  of 
arranging  rope  transmission:  one  c(»nsists  in  using  several  sep- 
arate belts;  and  the  other  employs  n.  single  endless  rope  which 
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Table  I 
Horsepower  Transmitted  by  Cold-Rolled  Shafting:  at  Various  Sp 


1 

in  wliii'h  I\ 
of  shalt  in 

is  revolutions 
indies. 

per  minute  and 

d  ii  illar 

1                                      1 

DlAMITMl 

IlKvoMTinxs  run  Mini  TK 

IX     IXiIll.S 

.  . 

. 

i 

100 

UOO 

;^)o           1 

41  hk 

li 

;;.4 

6.7 

10 

1.1.5 

U 

4..S 

8.0 

1L».S 

17 

^^             1 

5.4 

10.6 

16 

Jl 

U3          ! 

7.3 

14.5 

22               1 

L'9 

2 

8 

16 

-■* 

31.9 

li* 

o.n 

19.1 

L*9                ! 

3S 

lii 

11.4 

23 

34                , 

45 

3 

1>7 

54 

81               ' 

los 

3i 

34 

68 

10.1                1 

1  .•'.o 

3i 

4:1 

86 

lL'9 

171 

4 

04 

128 

19!» 

*jr.."; 

'               5 

125 

*J50 

375 

."H  I'  1 

For  h.p.  trjinsniittnl  ])y  turn»Ml-slO('l  sluiftinjj  nuiltiply  above  fi«niros  \ 
For  orMinnry  lini'  sliat'tin;^  with  support injj  lioariugs  about  S  I'tHt  a:- 
niulti]»ly  liv  I.I.J  for  coMroiltMl  and  liy  1.11  for  turned  shafts. 
I'sual  sp(M'(l  of  shiiftinj;: 

Ma.-hiiM'    Shojis 120  to  250   r.p.m. 

\\'.M..l    Shops 250  to  300   r.p.m. 

Ti'xtili'    MilN 300  to  400    r.p.ni. 

|);iss«'s  spii'jilly  iH'oiiiKl  tlu'  juilli'v  sc*v(*ral  times  and  is  broi 
l)ih'k  to  the  first  ^ronvr  l)y  a  slanting  idlt*  piilli»y,  and  theivfoi 
rijllril  tlif  "wonnd"  systfin.  Tht*  separate  ro]>es  do  not  n^i 
tli.'  rairyinjz-ovrr  piillrv  and,  if  one  r(>p«»  bn»aks,  those  rvinaii 
iwr  sutVn'i«-nt  to  tiMiisiriit  tlir  power  temporarily;  wlu?rt»as  an  i 
d«-nt  witli  tln"  sin«rle-i-o|M'  s\stem  entirely  int<'rnii>ts  the  s«*r 
In  tin-  "Miulti-iMipi'"  systt-ni  it  is  pi-aeti<*ally  impossible  to  n 
iiini  iii;iint;iin  tin*  ln-lts  of  «-Naetly  e(|ual  lenjjfth,  hence  the  tvus 
(III  tin-  various  ropi-s  dilVi-i".  and  tliey  lianj?  at  diffeiviit  lieighti 
tin-  sla<-l<  sid«-,  jU'odiii'iiiLT  an  awkwai'd  appearance. 

Toothed  Gearing.  Toothed  ^'earinj:  possesses  the  deci 
{idvantaj,'es  of  |)ositiv«-  a«tion  and  the  ability  to  give  lai^e  ratio 
spred  iiiiil  small  sidr  jnvssui-«'  on  the  lu-ariiigs.  Nevertlieless  i 
seldom    emj)loyed    for    driving'    p-nerators.      The    most    exten; 
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applications  of  gearing  for  electrical  purposes  are  in  connection 
with  railway  motors,  and  many  industrial  applications  of  a.  c.  and 
d.c.  motors. 

Shafting.  An  intermediate  or  countershaft  is  not  desirable 
since  it  increases  the  complication  and  the  frictional  losses  of  the 
system;  but  it  is  often  necessary  in  the  generation  or  application 
of  electric  power,  either  to  obtain  a  greater  multiplication  of  speed 
than  is  possible  by  belting  directly,  or  to  enable  a  single  engine  or 
motor  to  drive  a  greater  number  of  machines. 

The  two  important  kinds  of  shaftings  are  **  cold-rolled ' '  and 
*' turned''.  The  former  is  rolled  to  the  exact  size  and  requires  no 
further  treatment.  It  has  the  advantage  of  a  smooth  hard  surface, 
but  it  is  difficult  to  make  it  perfectly  true  and  straight.  Turned- 
steel  shafting  is  most  commonly  employed,  and  has  the  advantage 
tliat  shoulders,  journals,  or  other  variations  in  size  can  easily  be 
made  on  it.    Table  I  gives  the  ordinary  data  for  shafting. 


ASSEMBLING   OF  THE  MACHINE 

Nmnbers  of  Parts  and  Drawings  the  Guide.  The  proper 
method  of  setting  the  foundation  plate,  or  base,  of  a  machine  has 
already  been  described.  The  successive  parts  of  the  machine 
should  then  be  assembled  in  their  respective  order.  The  bearing 
pedestals  will  usually  be  found  to  have  a  number  stamped  on 
them  with  a  corresponding  number  stamj)ed  on  the  base.  The 
same  is  true  for  the  magnet  frame.  Approved  drawings  showing 
the  correct  mechanical  assembly  and  proper  electrical  connection 
should  be  furnished  with  each  machine. 

Care  of  Windings.  In  handling  the  parts  of  the  machine, 
care  must  be  used  not  to  damage  the  windings  in  any  way.  In 
the  case  of  a  direct-current  machine,  the  commutator  must  be 
properly  protected.  If  the  machine  is  assembled  by  means  of  a 
crane,  the  lifting  cable  should  not  come  in  contact  with  any  part 
of  the  windings.  Often  a  wood  spreader,  Fig.  6,  between  turns  of 
the  cable  is  necessary  to  keep  it  clear  of  the  windings. 

Attention  to  Joints  and  Metal  Surfaces.  All  magnetic  joints 
must  be  made  clean  and  bright.    A  very  light  coating  of  oil  will 
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prevent  siieli  joints  from  rusting.  The  same  precaution  shouii 
apply  to  all  finislied  surfaces  about  tlie  machine.  Tlie  Waring 
should  be  carefully  examined  to  see  that  their  bearing  surfao^ 
have  not  been  bruised  or  roughened.  Should  such  defects  ^ho•^ 
up,  the  bearings  should  be  scraped  by  an  experienced  machn\^\ 
If  the  bearing  surface  of  the  shaft  has  become  bruised  or  pitted  1} 
rust,  this  should  be  carefully  smoothed  before  assembling  the  shift 
in  the  bearings.  The  oil  bearings  should  be  flushed  out  witt 
gasoline  or  some  light  grade  of  oil  before  being  filled  with  a  gooi 


V 


(' 


o 


) 


(«) 


TQrr-yTQj 


c 


Fip.  r,.     rropcr   n\\m\\\v,   for   llnndllnK  Annntnre  ShowlnR    Wo.xl    Spreader  to 

TrotiMt   Windings 

grade  of  dynamo  oil.    Tlie  field  frame  should  l>e  set  so  as  to  obtAin 
a  uniform  air  gap  all  around. 

Brushes  and  Commutator  on  D.C.  Machines.  In  the  ease  of 
a  dii'rct-curi'ent  ma<'iiiiie  th(^  accurate  spacing  and  setting  of  th# 
brushrs  on  tiie  eomniutator  is  rs.s<*ntial  to  good  commutation. 
IJnishes  should  be  littrd  to  the  commutator  by  drawing  a  piece  of 
sandpap<'r  undrr  them;  then  th<'y  should  l)e  spaced  around  thf 
commutator  by  laying  otV  on  a  thin  steel  tape  or  a  piece  of  paper 
e(|ui(listant  positions  corresponding  to  the  number  of  poles  on  the 
machine.  The  steel  ta|)e  is  placed  around  the  commutator  and 
eith<  r  the  heel  or  toe  of  the  brushes  on  each  orush  stud  made  to 
conform   to   the   marking  on   the   tape.     At  the   same    time  the 
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brushes  of  each  set  niiist  be  placed  on  the  commutator  parallel  to 
the  commutator  bars. 

Examination  Before  Starting.  Before  starting  a  machine  it 
should  be  carefully  examined  to  see  that  there  are  no  loose  pieces 
of  metal  or  other  material  about  the  machine.  See  that  the  bear- 
ings are  filled  with  oil  to  the  proper  level.  If  the  machine  is  belt 
driven,  see  that  tlie  belt  has  the  proper  tension. 

Starting  a  Generator.  Gradual  Building -Vp  of  Speed.  In 
the  case  of  a  generator  direct-connected  to  the  prime  mover,  bring 
up  tlie  speed  of  the  set  gradually.  Be  sure  that  everything  is 
running  smoothly  and  that  the  oil  rings  in  the  self-oiling  bearings 
are  turaing.  The  speed  may  finally  be  brought  up  to  normal. 
If  it  has  been  determined  by  insulation  test  that  the  machine 
requires  no  drying  out,  the  voltage  may  be  built  up  to  normal 
gradually,  and  the  machine  will  be  ready  for  regular  service. 

Drying  Out,  Large  direct-current  generators  often  require 
drying  out  before  putting  in  service.  This  may  be  accomplished 
by  short  circuiting  the  armature  leads  beyond  the  ammeter  and 
*' bucking"  the  shunt  and  series  fields.  In  the  case  of  an  alter- 
nator, the  phases  may  be  short  circuited  on  the  outside  of  th»» 
switchboard  instruments  so  that  a  reading  may  be  obtained.  The 
field  will  require  very  slight  excitation  to  produce  full  load  current 
with  phases  short  circuited. 

Insidation  Resistance  Test,  The  insulation  resistance  should 
be  measured  and,  if  this  is  found  to  be  the  proper  amouiit  for 
the  machine  under  consideration,  it  may  be  put  into  service.  If  no 
direct  reading  instrument  is  obtainable,  the  resistance  may  be 
measured  by  using  a  direct-current  voltmeter  of  known  high 
resistance  on  a  500  volt  direct-current  circuit.  The  method  is  as 
follows : 

Using  a  constant  potential  of  about  500  volts,  the  voltage 
reading  is  determined  by  connecting  the  terminals  of  the  supply 
circuit  directly  to  the  meter.  The  insidation  resistance  to  be  meas- 
ired  is  then  connected  in  series  with  the  voltmeter  and  a  second 
'eading  is  made  and  noted.  The  resistance  A'  is  then  given  by  the 
:ormula 

Rm         __  Dm 
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or 

B.+X-  - 


X- 


VB^ 


■Rw. 


in  which  £„  is  resistance  of  voltmeter;  I>„  ia  dedectinn  * 
iiiftiT  with  resistance  in  series;  V  is  voltagt.-  of  the  aupidj 
when  reading  D^, ;  and  A'  is  resistance  sought. 


TYPICAL  WIRING  CONNECTIONS 
DIRECT-CURRENT  GENERATORS 

Shunt  TTpe,  Supplying  Oonitant-Potential  Oireni^ 

t.viit'  it.c.  generator  is  represented  in  Fig.   7,   with  1 
■■oniieetioiis.     Tlie  brushes  are  connected  to    tlio   two 
fonuing  the  main  circuit ;  also  to  the  field-miii^tiet  coiIr  i 
a  resiatanet'-box  J!, 
the  Btren(ir(h  of  the 
■  thereforCf  Mip 
field.     A  voltmeter  i 
nectcd   to   the    two 
main  c(mdur>torB  to  n 
voltage    or    cluetrlca 
between  tlicm.    One  i 
fiinihK'tnrs  is  connected  tlirough  an  ammeter  A.,  whid 
tlw!  totJil  current  on  the  iiwiii  eircnit.    The  lamp  L,  or 
are  eoniieeteil  in  jDiriillil  iMtween  the  main  eonductora  or  I 
tinmehes  from   them.     Tliiw  represents  the   ordinorv   low- 
s.vstem   for  eh'i'trie   light   and   power  diatribiition    from   { 
phiiits  (ir  i-entnil  slnliona. 

Series  Type.  In  a  serieH-wound  dynamo,  the  wiudinf 
field  beiiip  in  scrieK  with  the  armature,  tiie  iiiiml>er  Ob 
tuniH  in  the  field  varies  with  the  load  on  the  wohJiW 
amount  of  current  flowing. 

The  field  is  wound  with  relatively  few  tnnia  of  i^y. 
capable  of  carrying  tlic  full  armature  current.    The  vtdtai 
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series  generator  is  low  at  light  loads,  but  increases  rapidly  as  load 
comes  on.  At  normal  load  the  field  approaches  the  saturation 
point.  Series  generators  are  seldom,  if  ever,  used  except  for  con- 
stant-current generators  on  some  arc-lighting  systems  or  for 
boosters.  Fig.  8  shows  a  series  generator  in  which  the  load,  field, 
and  armature  are  all  in  series. 

Compound  Type.  A  com- 
pound-wound generator  has  two 
sets  of  field  windings — a  shunt 
winding  and  a  series  winding — 
and  is  therefore  a  combination 
of  the  two  preceding  types. 
Fig.  9.     At  no  load  and  light 

load  the  shunt  field  Sh  is  excited  to  give  normal  voltage.  The 
series  winding  S  is  connected  to  assist  the  shunt  field  so  that,  as 
the  load  comes  on  and  a  larger  current  passes  through  the  series 
field,  the  drop  in  voltage  which  would  otherwise  occur  is  prevented. 
The  voltage  at  no  load  is  adjusted  by  means  of  the  rheostat  R  in 


Fig.    8 


g.   H.     Diagram   for   Series   Generator 
Showing  Load,  Field,  and  Armature, 
All  in  Series 


S» 


Tn 


LO/fJ? 


Fig.  9.     Diagram  for  Compound-Wound  Generator 

series  with  the  shunt  field.  As  the  load  comes  on,  the  voltage  is 
automatically  regulated  by  the  action  of  the  series  field.  The 
voltage  may  be  held  practically  constant  from  no  load  to  full  load 
or  it  may  be  increased  at  full  load  to  10  per  cent  or  15  per  cent 
above  the  no-load  value.  This  is  the  usual  practice  in  generators 
for  railway  work  and  is  called  **overcompounding.'' 

The  adjustment  of  the  compounding  is  obtained  by  connecting 
a  resistance  Z,  known  as  a  series-field  shunt,  across  the  terminals 
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of  the  series  field.     The  relative   value    of   the   resistance  of  ■: 
series  field  and   its  shunt  resistance   determines   the  currtLt 
the  series  field,  and  by  adjusting  the  shunt  resistance  any  dt^u'^ 
value  of  compounding  may  be  obtained. 

Direct-Current  Generators  in  Parallel.  Successful  para" 
operation  of  direct-current  generators  requires  that  com*spon'iii 
polarities  be  connected  together.  The  currents  of  the  varo 
generators  will  be  added  and  may  have  different  values,  but  i 
voltage  will  not  be  increased.  At  the  time  the  machines  are  rf 
nected  together,  the  voltages  should  be  equal,  to  avoid  any  un-i' 
disturbances  on  the  system. 

ShiDit-Wound    Gimrators    in    Parallel.      The    connei*tion 
shunt-wound  generators  to  switchboard  buses  is  shown  in  Fig. ' 

The  machine  with  its  ma 
switch  closed  is  operating  ^ 
the  station  bus,  the  other  g^ 
erator  is  brought  up  to  exart 
the  same  voltage  and  its  ma 
switch  is  closed.  The  volu 
on  this  second  machine  is  tK 
raised  by  means  of  the  shui 
field  rheostat  until  the  generat 
takes  its  proportion  of  the  lew 
Assume  the  two  generators 
be  of  the  same  rating  and  vo 
age.  and  each,  therefore,  supp! 
ing  ont'-lialf  thr  total  curnMit.  If,  owing  to  a  drop  in  speed  or  a: 
otluT  cause*,  tlu*  voltagt'  of  one  generator  drops,  more  load  would 
thrown  on  the  other  niaehino.  As  the  tendency  of  a  shunt  g^ 
erator  is  to  im*reast»  its  voltage  as  the  load  decreases  and  deciva 
its  voltage  as  the  load  inereas<»s.  the  machine  that  has  been  relieve 
of  its  load  would  ttiul  \o  raise  its  voltage  and  would  immediate 
take  more  load.  Shunt  generators  are,  therefore,  well  adapted 
parallel  operation,  but  they  are  not  often  used  because  of  po 
voltage  regulation. 

Compnund'W'nHud  (it  nt  niit't's  in  ParalhL  A  simple  wirir 
diagram  of  two  oonipound-wound  generators  connected  in  parali 
is  sho^\^l  in  Fig.  11.    -4  is  the  armature:  B  is  the  series  field;  C 


rip.  1"».    Wlrlnu  l>l!iprnin  for  T\v«»  Shiiiit- 
WoiiiKl  (M'norati»rs  in  rarall«'l 
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the  slmnt  field;  D,  E,  aod  F  are  single-pole  single-throw  switches; 
G,  H,  and  /  are  buses;  and  R  is  the  shunt-field  rheostat.  The 
switches  D  and  F  connect  the  main  leads  from  tlie  machine  ter- 
minals to  the  main  buses  G  and  /.  The  switches  E  connect  a  point 
between  the  armature  and  the  series  field  on  each  machine  to  an 
equalizing  bus  H. 

Assume  that  No.  1  machine  is  in  service  and  it  is  desired  to 


Wlrlnn  Dlogrnm  for  Two  Com  pound- Wound  QcDeratota  In  Parallel 


ilaee  No.  2  machine  in  parallel  with  it.  Bring  No.  2  machine  up 
;o  speed  and  adjust  its  voltage  to  about  normal.  Close  switch  F 
md  switch  E.  This  places  the  series  field  of  No.  2  in  parallel  with 
hat  of  No.  1  and  the  voltage  of  No.  2  will  be  increased.  Now 
djiist  the  voltage  of  No.  2  by  means  of  the  field  rheostat  until  the 
oltage  of  both  machines  is  the  same.  Next  close  switch  D.  The 
lad  on  No.  2  can  now  be  adjusted  by  means  of  the  field  rheostat 
ntil  the  two  machines  are  dividing  the  load  properly. 

The  voltage  of  the  two  machines  can  be  compared  in  any  one 
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of  sovcral  ways.  A  voltmeter  ina\'  he  conneetod  to  t 
maneiitly  and  a  second  voltmeter  ari'aiiged  to  be  eoiu 
maehiiie  by  means  of  plugs  and  rofeptacdes,  or  a  sin 
can  be  arranged  to  be  plugged  altei-natoly   to  any  t 

On  small  generators  the  throe  siii{2rle-pole  switel 
rrplaeiMl  by  a  tri])le-pole  switch.  In  tin's  case  the  vo 
running  and  the  incoming  machines  are  adjusted  to 
and  the  switch  on  tlie  incoming  inacliiiie  is  elos*^d.  1 
sudden  shift  of  load  may  not  be  objectionable  in  sm; 

Before  two  macliines  can  be  paralleled,  it  must  h 
whetlier  the  compounding  is  the  same;  that  is,  whethe 
voltage  from  no  load  to  f\dl  load  is  the  same.  A  shui: 
Z,  Fig.  11,  is  phiced  across  the  series  field  of  each  ni 
changing  tliis  iTsistancr,  the  amount  of  current  in  tht 
and  thri-cby  tlir  amount  of  the  comi)Ounding  can  be  ai 

AVlirn  two  machines  are  operating  in  parallel  and  ( 
supplies  moi-c  than  its  share  of  current,  the  resistance 
through  its  srrirs  iii'hl  eoil  should  he  increased.  Sine< 
an<'c  of  tlir  st'i-irs  firld  ami  its  connection  to  the  switchb 
putting  a  longer  h-ad  between  the  series  field  and  tlie  s 
will  usually  givr  tin*  dfsii'cd  result. 

\Vlif]-«'  vri-y  largr  grntTatoi's  are  used,  the  cost  c 
thr  swilchl)o;ii*d  may  Im-  considerable.  In  sucli  casi'.^^ 
prartirr  is  io  ]Aiirv  thf  <Miualiz<*r  bus  under  the  niachi 
clos*'  to  tlH'Mi  as  jiossiblc.  The  iw.pializer  swit<*hes  are  t 
on  a  base  niountrd  on  tin*  fi'ame  of  the  machine,  or  on 
niountrd   brsidr   tin'   machine. 

Direct-Current  Generators  in  Series.  Tlie  ari-anfrci 
r«'rt-cin-i-«'nt  ^^rn«'rato?-s  in  s«-i'i»'s  is  not  very  conniion  ii 
pow.-i-  wo?-k.  ( 'onstant-cuiTfnt  sn-ics-wound  generators 
linn's  brrn  conniM-t'-cl  in  sri-ii-s  I'or  arc-light  serviee.  Pr 
most  coMinioii  (Njiniph-  of  this  jn'actice  has  b(»en  the  i 
shunt  or  I'oiiiiinund  wninul  «j:i-iu'i"ato"s  connerteil  in  si»rit 
son  tlir«'cuir«'  si!-\ic.'.  At  pi-'Scnt  there  are  a  largfe  i 
st,itio!is  wh«-i-r  sliunt-  oi-  compoiind-wouml  machines  art 
in  s«'fi«-s  in  oi'dt-r*  to  obtain  tin-  liiLdi  v<»ltagcs  now  coninioi 
traction  service. 

Xo  si>ccial  <*onni'ction   is  ih'ct'ssary  in  the  machine 
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connect  it  in  series  with  another.  The  negative  of  one  machine  is 
aimply  connected  to  the  positive  of  the  next  one,  thus  adding  the 
voltages. 

Cominutating-Pole  Qeneraton 

Characteristics.     In   addition  to  the   fundamental  types  of 
direct-current  generators  already  described,  there  is  the  commu- 


Flg,  12,     WeBHnghoUBe  Tjpe  Q  Generator  Showing  Commntatlng  Poles 

tating-poie  type  of  generator.  This  differs  from  the  above,  in 
mechanical  respect,  only  in  the  fact  that  midway  between  each 
pair  of  main  poles  there  is  a  small  pole.  The  electrical  connec- 
tions differ  from  those  of  the  non-eommutating-pole  machines  only 
in  the  fact  that  the  main  current  from  the  armature  passes  through 
the  windings  on  the  commutating  poles,  as  well  as,  and  in  the 
same  manner  as,  tlirough  the  series  fields  already  described  for 
3om pound- wound  generators.  In  the  same  manner  the  winding  on 
the  commutating  poles  may  have  a  shunt  across  its  terminals  the 
iame  as  the  series  field  shunt  Z  shown  in  Fig.  9.  The  same  remarla 
ipply  to  commutating  pole  motors. 
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Tlip  objt'ot  of  tlie  L'ouimiitiitiiig  poles  is  to  pre 
of  the  noii-spaikiiiK  position  of  tlio  ))riis)i<-s  from  ii< 
loiul.  Tliis  is  nwoniplislu'd,  bw-aiisc  the  (.'Ojiiinutjitiiip 
Iht;  iK'tessHry  flux  for  mnitralizing  the  efft-et  of  ariiiu 


Location  of  Brushes  on  Conunutating-Pole  Mac! 

mow  mil'  hi-iisli  I'rotii  a  l.nisli  liohlrr  jiikI  in  itfi  placo  in 
l.nisli  i.r  111.'  Niini.-  .iLiii.-nsion-s  s\s  the  linisli  n-mo\vd.  T 
lihvr  hrnsii  l>oi'.'  two  iioh-s.  :iliont  the  si/c  of  a  Ifiid   in  j 

su.-ii  ii  iii>tiir niian   tlial  tin-  hol.-s  an-  over  tin-    ciit 

a<ijiicriil  (■ojiiiniiliLioi-  liiii-s.     liis.Tt  in  thi'st-  holos  the 
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two  pencils  so  that  the  ends  of  the  leads  ride  lightly  on  the  com- 
mutator. To  the  other  ends  of  the  leads  connect  a  low  reading 
voltmeter  or  a  millivoltmeter.  The  brushes  should  previously 
have  been  set  in  a  line  on  the  commutator  passing  through  the 
center  of  the  main  pole  piece.  At  no  load  excite  the  machine  to 
give  normal  voltage  and  move  the  brush-holder  yoke  until  the  volt- 
meter connected  to  the  exploring  brush  reads  zero.  This  is  the 
proper  position  for  the  brush  and  will  be  the  same  for  full  load,  if 
the  shunt  around  the  commutating  field  has  been  properly  adjusted. 
Fig.  12  shows  a  commutating-pole  machine.  Both  motors  and 
generators  have  the  same  arrangement  of  poles.  Pig.  13  shows  the 
electrical  connection  of  a  four-pole  commutating-pole  generator. 

SYNCHRONOUS  CONVERTERS 

Comparison  with  D.C.  Generator.  In  general  appearance 
and  construction  the  synchronous  converter  resembles  the  direct- 
current  generator.  The  chief  difference  in  appearance  is  that  the 
synchronous  converter  has  a  set  of  collector  rings  mounted  on, 
and  insulated  from,  the  shaft  usually  on  the  opposite  end  from  the 
commutator.  Another  difference  is  seen  in  the  relative  dimensions 
of  the  magnetic  circuit,  which  is  much  smaller  in  the  synchronous 
converter  than  in  a  direct-current  generator  of  the  same  capacity. 
Tlie  commutator  end  of  a  synchronous  converter,  or  rotary  con- 
verter, as  it  is  often  called,  is  exactly  like  any  direct-current 
generator.  At  the  other  end  the  collector  rings  are  tapped  to  equi- 
distant points  of  the  armature  winding.  As  many  taps  are  taken 
from  the  armature  winding  to  each  collector  ring  as  there  are 
pairs  of  poles. 

Uses.  The  rotary  is  commonly  used  for  converting  alternat- 
ing current  into  direct  current.  The  voltage  of  the  applied  alter- 
nating current  bears  a  fixed  and  definite  ratio  to  the  value  of  the 
direct-current  voltage  on  the  commutator.  However,  the  machine 
may  be  run  as  an  inverted  rotary,  having  direct  current  applied 
to  the  commutator  and  delivering  alternating  current  at  the 
collecting  rings. 

Voltage  Relations  in  Converters.  Two-Ring  Rotary.  To  un- 
derstand the  voltage  relations  in  converters,  consider  briefly  the 
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case  of  a  two-ring  (single-phase)  rotaiy.  The  maximam  valne  of 
altemating-cnrrent  voltage  will  occur  when  the  commutator  ban 
connected  through  the  armature  winding  to  the  collector  ring  pass 
under  the  brushes.  Assume  Edc  the  value  of  direct-current  vdt- 
age.  This  is  equal  to  the  maximum  value  V  of  the  alternating 
voltage.    The  effective  value*  y«  is  equal  to  the  mj^YiTwum  yalue  F 

V 

divided  by  V2 ;  that  is  Ve  equals  ;^  ;  since  V  equals  Etc  then 

Ve  equals  Edc  x  0.707  or  Ve.  That  is,  taking  the  voltage  on  the 
direct-current  end  of  a  single  phase  rotary  to  be   100  volts,  the 

a.c.  voltage  across  the  rings  neo 
essary  to  give  this  must  be  70.7. 
Three-Ring  Rotary.  Let  the 
effective  value  Ve  for  a  8ing^^ 
phase  rotary  be  represented  by 
the  diameter  of  a  circle.  Let 
Fig.  14  represent  the  relation 
of  a.c.  voltages  in  a  three-rinf 
three-phase  rotary  converter.  I 
2y  and  3  represent  the  rotary 
rings  where  the  impressed  volt- 
age is  applied.  V,  representi 
the  value  of  voltage  between 
any  two  rings.      The   following 

is  a  simple  proof  of  the  value  of  Vg  in  terms  of  Ve,  and  this  in  turn 

in  terms  of  Edc    Since  we  have  already  shown 


ng.  14.     Rolatlon  of  A.  C.  VoltaRps  In  a 
Threc-UIng  Three-Phase  Rotary 

CouverltT 


F.= 


E 


dc 


V2 


Cos  30°  = 


1% 

9. 


2 


Zi 

V, 


00830"  =  5\  :^  =  jr 

•  Alternating  current  voltmetorR   road  effective  value  of  TOlta.   not 


Taluc. 
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V3 


8 


xF« 


E 


But  Ye  was  shown  to  equal  "7^ 

V  A 


Which  means  that  the  alternating-current  voltage  across  any  two 
collector  rings  is  equal  to  the 
direct-current  voltage  (meas- 
ured across  brushes  of  opposite 
polarity)  multiplied  by  0.612. 
Conversely,  the  direct-current 
voltage  is  equal  to  the  alternat- 
ing-current voltage  across  any 
two  rings  in  a  three-ring  (three- 
phase)  rotary  converter  divided 
by  0.612. 

Four-Ring  Rotary.  Consider 
next  the  case  of  a  four-ring 
(two-phase)  rotary,  and  as  in 
the  previous  case,  let  i,  2y  3,  and 
4  represent  the  rings.  In  Fig.  15 


ng.  15.     Relation  of  A.  C.  Voltages  In  a 

Four-Ring,   Two-Phase   Rotary 

Converter 


But 


F. 

Cos  45°  =  -^— 

-2V, 

Cos45°  =  ^V2: 

V, 
-2V, 

V            ^^ 

^*"\/2 

r  0  -      _ 

\/2 

Edc 

V  .    ^2 

.  =  sno 

V2 
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Consider  then  the  voltages  on  a  four-ring  (two-phase)  r 
in  which  1,^^,3,  and  Jf  are  phases;  the  voltages  between  adj 
rings  will  be  1^4  which  equals  .500 -Edc,  and  the  voltages  acrosi 
phase  will  be  the  same  as  for  a  single-phase  rotary,  that  is, 

Vc  =  .707Eac 
SiX'Phasi  Rotary,     Fig.  16  represents  a  six-phase  relati< 
of  voltages.    Tlie  collector  rings  are  numbered  1,  i2,  3,  4,  5,  6. 
sider  the  small  triangle  l-^-a. 

4 


Sin  30°  = 


y. 


Sin30o=:lvT  =  ^^ 


But 


E 


dr 


F«  =  4-x 


^      ^  =  .354^*^ 

V2 


Note  that  Fig.  16  shows  single-phase,  three-phase,  ani 
phase  relationships  of  voltages.     V^  is  the  voltage  betweei 

two  adjacent  rings  reprea 
by  the  sides  of  a  hezaga 
scribed  in  a  circle  whose  < 
eter  is  equal  to  the  eA 
voltage  across  the  rings 
single-phase  rotary.  Meai 
in  terms  of  the  d.  c.  voltag 
liave    shown    that     V^    e 

In  the  dotted  triangle 

it  will  be  noted  the  linec 

.3-5,  or  5-1  represent  the  vc 

betw<»en  collector  rings,  tl 

v..     We   have   already   s 

tliat  r.^  equals  E^cX.612. 

A    six-|»has<*    rotary    has    voltag«'s    inipivssed    directly 

collector  rings  J  and  /,  :2  and  .7,  and  o  and  6,  which,  from  Pij 


Fiif.    1<».     Ui-liitlon   of   .\.<'.    Vnltnutr*   in 
n    Six  rhiisi*    lltitary  <N»nvrrtrr 
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will  be  sci'ii  to  be  equal  to  djamet^rs  of  the  circle.  Therefore  the 
same  relation  exists  as  for  a  single-phase  rotary.  Thus  the 
alternating-current  voltage  across  rings  1  and  i,  2  and  5,  and 
S  and  6  is  equal  to  d.  c.  voltage  multiplied  by  .707. 

From  the  above  explanation,  and  referring  to  Fig.  16,  it  will 
be  seen  that 

a.  e.  volts  across  1  and  2  =  Eta  x  .354 
a.  c.  volts  across  1  and  S=£jcX  -612 
a.c.  volts  across  1  and  ^=£tfoX.707 


VXS.   n.     Gpuen 


t  Com  pound -Wound  Rotary  Coovt' 


Conversely,        Ede  =  T^  between  rings  1  and  2-^.354 
Eic'  y^  between  rings  1  and  5-r.612 
J?rfc  =  Ve  between  rings  1  and  i-r.707 
A  modern  type  of  railway  rotary  converter  of  the  compound- 
wound  type  is  shown  in  Fig.  17. 

Switching  of  SynchronoaB  Converters.  The  following  iu- 
I  stnu^lions  Hpply  to  the  usual  connections  and  to  the  switchboard 
I  equipment   of   General    Electric   compound-wound   converters   in 


28   MANAGEMENT  OF  DYNAMO-ELECTRIC  MACHINERT 

railway  service.  Referring  to  Figs.  18  and  19,  a  machine  shou 
be  started  as  follows,  it  being  assumed  that  all  switches  are  op 
before  starting  and  that  the  potential  plug  is  inserted  in  tl 
potential  receptacle  on  the  direct-current  switchboard  panel,  th 
connecting  the  machine  to  the  voltmeter.     (See  note.) 


W,u  Ha^OxrnUiairiU0 


Fig.    18, 


■rb«»e  CoiiT»rtcra 


First:    ('lost' main  high-tension  switch  A. 

Sicdiiil;  Close  starting  switch  B  upward.  (For  aix-phai 
macliincs  with  tundeni  switehfs,  both  switches  B  and  BB  ahoul 
h<"  <?lo8c»l  ujnvard.) 

The  itiachini'  will  then  run  up  to  speed  and  lock  in  step,  whi< 
will  bo  indicated  by  a  ces-satioii  of  the  beats  of  the  direct-curroi 
voltmeter. 

Third:     Close  equalizer  switch  0. 
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Fourth:  Close  field  break-up  and  reversing  switch  E  into  the 
top  positiou. 

Fifth:  For  three-phase  machines  throw  starting  switch  B 
quiekty  from  top  to  bottom  contacts.  Fig.  18.  With  six-phase 
machine.  Fig.  19,  throw  starting  switch  BB  quickly  from  top  to 
Ifr  le-^Pperatfi/ Switch 


Fig.  10.     Connections  of  Starting  Swltcheg  tor  Sli-Phane  ConTorten 
Courltav  0/  Qenerat  Eltctria  Company 

bottom  contacts  and  then  switch  B  from  top  to  bottom  contacts. 
Finally  open  switch  BB. 

Note:  If  other  niHchine  or  machineB  are  carrying  load  when  a  com- 
pouod-wouad  converter  is  Htarted,  the  correct  polarity  may  be  insured  by  dot- 
ing the  equalizer  Hwitch  G  irhen  the  machine  locks  in  step.  B^  watching  the 
Bwinga  of  the  direct-current  voltmeter  as  the  machine  approaches  synebronisin, 
switch  G  may  be  closed  jutt  previous  to  the  last  two  or  three  swings,  thus 
insuring  proper  locking  on  the  first  trial,  if  there  is  current  for  the  series 
,    field  from  other  machines.     If  the  machine  Io<^  with  the  wrong  polarity  aa 
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indii-ateil  by  the  diroi't-furrent  vollmrter  needle  going  down  ott  the  »'8l> 
tichi  snitph  E  must  be  cloBpd  first  into  the  down  poaition,  nhii-h  will 
thr  voltmeter  to  return  above  zero,  when  the  switch  K  niuRt  be  pulled  ou 
i-losed  into  the  top  position.  The  reversal  of  polarity  should  be  made 
the  machine  is  running  on  first  starting  tap. 

Sixth;  Adjust  diroc't-ciirrfiit  voltage  to  approximately 
of  tlie  busbat^, 

Stvoitk:  Push  lip  the  low  voltage  release  of  circuit  fare 
and  close  circuit  breaker  C. 

Eighth:    Close  main  switch  D. 

Ninth:  Adjust  the  division  of  loads  between  maeliinei 
more  than  one  are  in  scrvict',  by  means  of  field  rheostats. 

t  Viuilt  do  not  hnve  a  shunt   to   the  series 
<»'Ltc-h  exists  only  on  older  mnchinet:. 

Shutting  Doun  iiiniifhratious  Converter.  To  shut  dow 
synchroiious  converter,  open  the  circuit  breaker  C,  pull  out 
tnm  the  circuit-closing  auxiliary  switch  to  stop  the  riugiu^  of 
alarm  bell;  open  the  main  switch  D;  open  the  high-teusion  al 
nating-currcnt  oil  switch  A;  allow  the  machine  to  run  dov.i 
Hpeed  until  the  voltage  falls  off  to  about  one-fifth  normal  v; 
before  opening  the  field  switch  E  or  the  starting  switch  B;  c 
the  fiftd  switch  K,  equalizer  switch  G,  and  starting  switch  B. 


THREE.WIRE   SYSTEM 

Two  Direct-Current  Generators  on  Three-Wire  System. 

■  ordinary  tlirce-wire  system  for  incandescent  lighting  j 
power  service,  no  partici 
precautions  are  required 
starting  or  connecting  the  ; 
cliincs;  and  either  of  the 
raiigeiuents  sho^vn  in  Pigs. 
and  21  may  be  adopted.      ' 

■  R  r.  i;..iirrHi.irs  .m  'riir.- Win.  two    sides    of    the    system 

aliiiast  independent  of  e 
other,  and  form  jiraetically  separate  circuits,  for  which  the  mi<3 
or  neutral  wire  acts  as  a  common  ronductor.  There  is,  howeve: 
tenileney  for  the  dynamos.  Fig.  20,  to  be  reversed  in  starting 
in  shutting  down,  or  in  the  case  of  a  severe  short  circuit.     1 
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n\n  he  avoided  by  exciting  the  field  coils  of  all  the  dynamos  from 
Olio  side  of  the  system,  or  from  a  separate  source.  To  obtain  good 
legulatioii,  it  is  necessary  to  balance  the  load  equally  on  both  sides 
of  the  system.  It  is  advisable  to  employ  220-volt  motors  on  110- 
volt  3- wire  systems,  and  to  connect  them  across  the  outside  con- 
ductors so  that  the  motor  load  shall  not  unbalance  the  system. 
Generators  with  Balancer  Set.  Fig.  21  represents  a  220- 
volt  generator  connected  to  the  outside  wires  of  a  three-wire 
svstem.    Two  110-volt  machines 


Fig.   21.     Wiring   Diagram    for   220-Volt 
(icnerator  with    Balancer   Sot   on 
Three-Wire  System 


are  connected  in  series  across 
the  system,  and  the  neutral  con- 
ductor connects  with  the  inter- 
mediate point  between  them.  If 
the  system  is  perfectly  bal- 
anced, both  110-volt  machines  operate  as  motors  without  load.  As 
the  system  becomes  unbalanced,  the  machine  on  the  heavier  loaded 
side  begins  to  operate  as  a  generator  and  the  other  as  a  motor. 
The  machines  must  be  mechanically  connected  but  can  be  sepa- 
rately regulated  to  give  any  desired  voltage  division  between 
sides,  and  each  machine  can  be  compounded  to  compensate  for 
unequal  line  losaes  and  neutral  drop  when  the  system  is  unbalanced. 

TR/^NSFOKMEK 


rr 


110  V 


2Z0V. 

//OV 


Fig.   22.     Wiring  Diagram  for  Three-Wire  System  with  Rotary  Converter  Showing 

Transformer  Connections 

Three- Wire  Systems  from  Rotary  Converters.  Where  rotary 
converters  are  used  to  supply  a  three-wire  system,  the  neutral 
conductor  can  be  connected  either  to  the  middle  points  of  the 
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traiiK former  wcoiularics,   or  to  a  compensator   foniiet'tt'd 
alt«riiatiiig-c-urri-iit  IchUh. 

The  arraiigciin'iit  of  tlie  traiisformt'rs  or  compensator  v 
irmst  hfr  such  that  they  cannot  operate  roaotivelji-  to  pn-i 
ciirn-iit  flow  neei'ssury  to  iitalutHin  tlu?  neutral.  Pig.  2'2. 
wire  Keiii'iatoi-s  arc  often  uwii  for  Kiipplyjii(|:  tlirtM'-win?  ; 
Tliis  iiiaeliiiie  in  like  ii  Iwo-wire  frenenitor  hut  has  the  a\ 
winihnK  tai)pe(i  at  suitiihle  points.     These  taps  ari'  (.■onitec.-t 


eonipi-nsal'ir 
the  ni'iitnil 
I1S..1   l.y   vari 


coil  fniiii  thi'  middle  point  of  ^ 
v-veiiil  ftiniis  of  this  typi>  have 
itirs.  (iiie  of  these  has  the  arni 
■tnr-  ririfw.  The  compensator  in 
I  lie    iiiJieliiiie    and   connected    thi 


Siiiee  this  I'onn   itiiiiii-es  n-hi-wals  anil  attendance  on  t' 
iiioiv  si't.s  of  hnishes  ami  rin^H.  s<Mne  manufacturers  have  pro 
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a  winding  in  the  armature  to  generate  the  voltage  supplying  the 
neutral  conductor,  which  thus  requires  but  one  set  of  brushes  and 
one  collector  ring,  Fig.  23,  in  addition  to  the  commutator  brushes. 
A  later  type  of  machine  has  a  revolving  compensator.  This 
consists  of  a  circular  magnetic  core  upon  which  are  mounted  the 
coils.  The  core  and  coils  are  bolted  directly  to  the  back  end  of  the 
armature  spider.  The  single  neutral  connection  is  carried  through 
the  spider  to  a  single  collector  ring  mounted  on  the  outer  end  of 
the  commutator  shell.  This  form  has  the  advantages  of  few 
collector  rings  and  brushes,  small  space,  and  greater  simplicity  in 
wiring. 

DIRECT-CURRENT  CONSTANT-POTENTIAL  MOTORS 

Shunt- Wound  Motors.  A  motor  to  operate  at  nearly  con- 
stant speed,  with  varying  loads,  on  a  d.  c.  constant-potential 
system  (110-  or  220-volt  lighting  circuits)  is  usually  plain  shunt- 
wound.  This  is  the  commonest  form  of  stationary  motor.  The 
field  coils  are  wound  with  wire  of  such  a  size  as  to  have  the  proj^r 
resistance  and  resulting  magnetizing  current ;  and  since  the  poten- 
tial applied  is  practically  constant,  the  field  strength  is  constant. 
Starting.  In  starting  shunt  motot^,  no  trouble  is  likely  to 
occur  in  connecting  the  field  to  the  circuit.  The  difficulty  is  with 
the  armature  current,  because  the  resistance  of  the  armature^ 
very  low  in  order  to  get  high  efficiency  and  constancy  of  speied, 
and  the  rush  of  current  through  it  in  starting  might  be  twenty'  or 
more  times  the  normal  number  of  amperes.  To  avoid  this  exces- 
sive current,  motors  are  started  on  constaift-potential'  cirtstiitfa 
through  a  rheostat  or  starting  box  containing  resistance  coils. 
The  main  wires  are  connected  through  a  branch  cVit-o^ut  (with 
safety  fuses),  and  preferably  also  a  double-pole  knife  switdi. -^, 
J  to  the  motor  and  box,  as  indicated  in  Pig.  24..  When  the  switch 
[  Q  18  closed,  the  arm  8  being  in  its  left-hand  position,  the  field 
circuit  is  closed  through  the  contact  stud  /,  and  the  armature  cir- 
cuit is  closed  through  the  resistance  coils  aaa  which  prevent  the 
rush  of  current  referred  to.  The  motor  then  starts  and,  as  the 
speed  rises,  it  generates  a  counter  e.m.f.y  so  that  the  arm  8  can 
be  turned  as  shown  until  all  the  resistance  coils  aaa  are  output. 


t 
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The  arm  S  should  positively  close  the  field  iMreuit  fii-st,  so  i 
magnetism  reaches  its  full  strength  (whioJi  may  tak*:*  si-Vf 
ends)  before  the  armature  is  connected. 

In  the  arrangement  shoAvn  in  Fig.  24,  tlie  ndoase  niaj2 
its  coils  in  series  with  tlie  field.  As  long  as  tlio  motor  is  ii 
tion,  the  core  is  energized  and  the  arm  aS  is  held  in  tlie  ] 
shown.  If,  however,  the  current  applied  to  the  motor  is 
and  the  motor  comes  to  rest,  the  core  of  the  nuigiiet  leases  itsi 


V\K.   '2i.     WiriiiK  l»iMj:r:ini   l<ir  ronmctiMiK  nf  Shunt- Wound   Motor    tii    Star 

tivr  force,  and  thr  ai'i!!  S'  is  I'rlrascMl.  being  automat i(*allv 
hack  to  tlie  stai'tiiijr  position  by  a  si)ring. 

The  coils  and  «ire  nia<le  of  comparatively  fin**  wire 
can  carry  the  (Miri'ent  only  Tor  a  few  seconds  in  a  startiiii 
but  if  the  wire  is  lai'«ie  enonj^h  to  carry  the  full  current  e< 
ously,  it  is  caMed  a  '*  I'c^ulator",  because  the  arm  *S'  niav  be 
that  some  of  the  resistances  a  a  a  remain  in  <*ircuit,  aiiil  th« 
have  th('  effect  of  reducing  the  speed  of  the  motor,  which  is 
verv  tlesirable. 


1  . 


156 


MANAGEMENT  OF  DYNAMO-ELECTRIC  MACHINERY   35 

111  some  cases  where  a  circuit  is  used  exclusively  for  a  single 
motor,  tlie  speed  is  regulated  without  heavy  resistances  by  varying 
the  e.  m.  f .  of  tlie  dynamo  which  supplies  the  circuit.  The  dynamo 
regulator  is  then  placed  near  the  motor.  The  advantage  is  that 
the  regulator  is  not  compelled  to  control  a  heavy  current,  but  a 
special  circuit  of  unvaried  pressure  must  be  provided  to  keep  the 
field  of  the  motor  constant. 

Speed  Control.  Tlie  speed  control  of  a  shunt  motor  may  be 
simply  olitained  as  follows: 


iC'WuuDil  Motor 


(a)  For  lower  speeds,  insert  resistance  in  series  with  the 
armature  circuit.  The  resulting  internal  resistance  drop  reduces 
the  value  of  the  voltage  applied  to  the  armature  terminals,  and 
thus  reduces  the  speed. 

(h)  For  higher  speeds,  insert  resistance  in  the  shunt-field 
circuit.  This  reduces  the  magnetic  flux  and,  to  generate  the  same 
counter  e.  m.  f .,  the  motor  must  speed  up. 

The  field  circuit  of  a  shunt  motor  should  never  be  opened 
while  pressure  is  still  applied  to  the  armature  terminals,  as  under 
these  conditions  the  armature  current  becomes  very  excessive  and 
the   armature  is  likely  to  race   and  be  damaged.     A  moderate 
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(Iccn'uw;  ill  fii'Iil  strciiKtli  only  is  allowable  j  otliorwU 
bocomi's  excessiv)'.  Fig.  2">  shows  n  t'ort  Wa^in*  N'oi-tln 
sliuut-Motiiid  motor. 

Series- Wound  Motors.  Tho  ordiuai-y  (.■N-cd-ic  rail 
oil  the  600-vnlt  svstiiii  is  tho  ohiff  i-xam[.Ie  of  t\w  da.- 
llotor.s  for  fans,  piimiis,  or  oU-ctric  elevators  and  hoist.s 
of  this  kind  or  of  thf  coiiipoiind  type.  A  rush  of  fiirivi 
oi'Ciir,  when  tin-  scrii'S  tyjH;  of  motor  is  startcil,  similar 
tlm  fjist-  jnst  ihsiTihi'ii ;  Imt  it  is  less,  liecausc  tin-  fitKI  t 
scrii'S,  so  tliiit  tlii'ir  rcsislaiiri-  iind  si'lf-iinliictioii  n-diUT 


rtiiori'. 

'   th.'   hr 


r.m.i'.   is  Krt'HttT  t'Vi'ii    nt    I 
in>diii-i's  a  stn)ii(r  iicld. 
Ii<-jiti<l  ill  i-'i^'.  il,  are  vt-ry  si 
i.oslal  all  U-iiig  in  st-rii-s  and 


.■d.  and  wh..iv  th..! 


i-oiistaiit-potoiitiiil  cir 
I,  iiiid  doi's  not  tend  t 
r.  Ill  faet  it  may  "ri 
;iii  otT  cntirolv;  it  is,  i 
I,  or  other  work  where 
is  no  danger  of  the  lo 
is  also  used  where  the 
IS,  lis  im  the  ends  of  loi 


ih 
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circuits,  because  in  such  a  case  a  shunt  motor  hecomes  momentaril.v 
a  generator  and  sparka  very  badly.  The  fields  of  series  motors 
are  sometimes  "overwound,"  that  is,  so  wound  that  they  will  have 
their  full  strength  with  even  one-half  or  one-third  of  the  normal 


Armafvfv 

Pig.  27.     Wiring  DiasfBui  for  Serles-WouDd  Motor  ConnecUonB 

current.  The  objects  are :  to  secure  a  nearly  constant  speed  with 
varying  loads;  to  enable  the  motor  to  nin  at  high  efficiency  when 
drawing  small  currents;  and  to  prevent  sparking  at  heavy  loads. 
In  multipolar  motors  having  more  than  two  field-coils,  the 
coils  are  all  connected  together,  and  are  equivalent  to  the  single 


i 


SbuDt  md  Serlea-WouDd  Motors 


pairs  of  coils  shown  in  the  several  diagrams.  Being  separated, 
however,  it  is  sometimes  necessary  to  trace  out  the  connections. 
Fig.  28  represents  the  necessary  connections  for  a  four-pole  motor, 
shunt-wound  and  series-wound. 
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Differentially- Wound  Motors.     This  is  n  s  1  u n i f  - \\  n i 

Avitli  tlir  addition  of  a  roil  of  larjrr  win*   on    tli»»   lii-!d. 
ill  sci'irs  with  tin*  iiniijituiv  in  siK'li  a  way  as  to  oj>j)(isi-  il; 
iziiiir  <'n'fct  of  tln'  sliunt  wimlin^  aii<l  AVi'ak«'ii  tin*  fiidil. 
iii^  the  motor  to  sprc-d  iij)  when  tlic  limcl   is  iii«'i>»;isi-il,  a 
to  till'  slowin^-dowii  ctVi'ct  of  load. 

It   was  formally  usfd  for  obtainiiijLr  v«*r\-   constant   ; 
it  has  hrru  foiiinl  that  a  plain  slnint  motor  is  siitliriiMif  1 
for  almost  all  rasrs.     Tin-  ililTrn'iitial  motor,   if  ovcrloadi' 
j^rcat  <lisa«lvan1af^»'  that  tin*  currnit  in  the  oj>])osiiig   .^si'i 


cnii  lii-i'Mitiis  Ml  LTii-.-it  iis  Id  kill  liir  Ijfhl  ma^n«'tisiii  ;  ;in<l   i 
iiHi-'jiNinL'  •»!'  ki'-piiiir  \\\>   it^  sp««d.  tin-  armaturr   slows 
slops  and  is  liUrly  to  hiii-n  out  :  wln-rras  a  ]>lain  shunt  ii 
in<i't;is.-    its    p«»\\i-i-  Ln"<atl\    for  a    iiiiiiutr   or  so    wlii-ii    ov 
ah'i   V.  ill    pr«>li;dil\    ijirow  oiV  tjir  lii-lt   or  <'arry  thr    loa<l 
l.iiti?"  dtiTi-aNi  s  to  tin-  iioriiial   anionnt. 

Compound-Wound  Motors.     This  t\pr  of  motor  is 
villi  d   wiih  lioth  sl.uiit    and  sii'ii-s  tii-hl  wiialinjrs,  Ki^.   2 

ti:i>  iiistiii tii»y  niaLMiiii/i-  tin-  li.-Id  in  tlir  samt'  (liri'i'ti* 

oth'i-  wMiiis.  tl.ili-  «  :V'-'-t  i^  i-ijriiul.it  i\»'.  This  typi.  of  m 
Nfssis  tin  j)o\\.iful  stiirtiiiL''  torijij'-  t'raturr  of  tiif  s<M-ii 
but  a  h'^>  variidili'  >pi''!  with  varyinL'  loads.     It  is  fiiiplov 
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a  great  starting  torque  and  a  fairly  uniform  running  speed  are 
required,  as,  for  example,  with  electric  hoista  or  elevators. 

Method  of  Beversin^  Direction  of  Rotation  in  Motors.  To 
reverse  the  direction  of  any  direct-current  motor,  the  direction  of 
the  current  in  either  the  field  or  the  armature  must  be  reversed. 
The  dirfction  of  rotation  would  not  be  changed  if  the  current  in 
both  tlie  field  and  the  armature  were  reversed.    If  the  motor  is 


compound  or  differentially  wound  and  the  direction  of  rotation 
is  to  be  reversed,  the  current  in  the  series  winding  must  be  kept 
so  that  it  eitlier  assists  or  opposes,  as  the  ease  may  be,  the  current 
in  the  shunt  field,  whether  the  rotation  is  reversed  by  changing 
the  current  through  the  armature  or  the  shunt  field, 

Commutating-Pole  Motors.     The  general  remarks  as  to  me- 
clmnical  and  electrical  points  of  difference  between  commutating- 
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HOTOK     CONNtCTCO   roK     COUNTCK      CLOCKI^tSC    teOTJtriOM 

l-'li;.    :i1.     Wirinc   lUiiRrnni    nf    Ilntntlnn   ronnfctlons   for    CommutatlDC 


MaTSK   caiN£CTtD  roK  Ci':/^ri-s   ciocKWis^  Kor/jr/of 
VirEna  lH>Li;niin  i.f  CnnnrTliipns  tnr  rommutn ting- Pole  Bipolar  ( 


MANAGEMENT  OF  DYNAMO-ELECTRIC  MACHINERY  41 

and  noii-comiiiutatiiig-pole  types  of  generators  apply  to  similar 
types  of  motors. 

The  electrical  neutral  on  commute  ting-pole  motors  is  deter- 
mined by  shifting  the  brushes  until  the  same  speed  is  obtained  in 
both  directions  with  the  same  value  of  field  current  and  the  same 
voltage  on  the  d.  c.  mains. 

Fig.  30  represents  the  frame  and  field  coils  of  a  standard 
commutating-pole  motor,  anJ  Figs.  31  and  32  show  the  method  of 
wiring  commutating-pole  motors  for  both  the  four-pole  shunt 
type  and  two-pole  compound  type; 


Eig.  33.     WcitlDgbouse  Type  E,  76  K.  V.  A.  GeDerator,  Showlag  Collector  End 

ALTERNATING-CURRENT  GENERATORS 

The  present-day  alternator  consists  of  a  stationary  armature, 
called  the  stator,  wound  to  generate  either  single  or  polyphase 
electromotive  force,  and  a  revolving  field,  called  the  rotor,  excited 
from  a  separate  125-  or  250-volt  source.     The  exciting  current  is 
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biimglit  to  tin-  rt-volviiig  liilil  through  folli-i-tor  I'inys 
and  iiiSTiIati'd  from  tlit'  slmft,  Iln'  I'lids  of  tlu-  fii-lil  iv 
coiini'ftL'd  to  tlit-Kc  rings.     Fig.  3;J  show.s  sm,-li  a  uiju-li 


t..  iI^  |.Hn„-  iiiov.T.  .\h.<-hiiu-s  . 
lilt  Willi  »  smimH  diiv.-t-<-iinvr]t  cxciiiii 
iNM'  shal'T.  ;i,  Nh.nvii  ill  Kig.  ;U.       SitiJill 


l>li(i^.-.  Lriii!.'  liik.'ii  In 
xvin.lii.Ks- 


ir  Ta-nrHi-  Altprnatoi 


'XI '■■■".  Ill'-  '■tii-ifiit,  siiif. 

■i.ll..-ti.r  fines  i-iiiim-i:tfd  to  tli 
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Single-Phase  Type.  There  are  a  number  of  plants  in  this 
country  still  operating  single-phase  systems,  but  the  advantages  of 
using  polyphase  motors  rather  than  single-phase  motors  in  most 
power  installations  has  caused  this  system  to  be  practically  aban- 
doned. The  single-phase  generator  need  not  be  considered  in  dis- 
cussing modern  practice,  since  it  is  so  little  used. 


,, 
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Fig.  3G.     Wiring  Diagram  for  Two-Phase  Four- Wire  Generator  with  Armature 

Windings  Ninety  Degrees  Apart 

Two-Phase  Type.  A  two-phase  alternator  has  two  armature 
windings  arranged  so  that  their  voltages  are  90  degrees  out  of 
phase.  Fig.  35  shows  the  two  voltage  waves  plotted  in  their  rela- 
tions, one  being  one-fourth  of  a  cycle  ahead  of  the  other.  Fig. 
36  shows  a  two-phase  four-wire  generator  with  the  armature  wind- 


Fig.  37.     Wiring  Diagram  for  Two-Phase  Generator  Arranged  for  Three-Wire  System 

ings  represented  90  degrees  apart.    The  voltages  on  phase  A  and 
phase  B  are  equal. 

Two-phase  generators  are  sometimes  arranged  with  their  two 
sets  of  armature  windings  connected  together,  as  shown  in  Fig. 
37.  In  this  case  only  three  wires  are  carried  out  to  the  distribut- 
ing system.    If  the  voltage  of  either  phase  is  equal  to  E,  then  the 
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voltage  acrosB  the  free  ends  of  the   inter-coimected  pbai 
equal  to  Ex%^.    (See  Fig.  37.) 

008  45"  =  ^ 


I 


1  v'2  -  i^' 
%^'^  -   E 

E^  =  Ex\/2 
The  current  in  any  wire  of  a  two-phase  four-wire 
KW 
2E 
ID   wliifli  KW  is  capacity  of  generator;   E    is   voltage 
A  or  B. 


ng. ;! 


Voltagp  Curves  for  Thrci>Ph«»«  (lencrator 


Three-Phase  Type.  Thrfe-]>ha8e  generators  have  the 
lure  iviinUiigs  divided  into  three  sets  of  coils  bo  arranged  a 
diiw  ficttromotivt!  forces  I'JO  di'grcfs  apart,  Fig.  38.  Ai 
limy  1m'  cither  Y-  or  A-coniicctt'd,  Figa.  39  and  40.  In 
lu'cti'd  system,  the  line  voltage  is  the  phase  voltage  multi] 
\/3  as  shown,  thus : 

E 


Cos30='- 


Co8  30==iV3 


the  li 
In   a 


It'  current  is  found  to  im!  the  same  as  the  current  pe 
i-connt'cted  system,   the   line   voltage   is  the   same 
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phase  voltage,  but  the  current  per  line  is  the  ^/3  times  the  cur- 
rent per  phase.    In  either  system 

W=EIy/3 

for  noninductive  circuit,  in  which  W  is  watts  output;  E  is  pres- 
sure in  volts,  and  /  is  current  in  amperes. 

For  an  inductive  circuit  whose  power  factor  is  less  than  unity, 

in  which  cos<^  is  power  factor. 


Fig.  39.     Wiring  Diagram  for  Y-Connocted  Tbree-Phase  Generator 

Alternators  in  Parallel.  To  run  two  alternators  in  parallel, 
several  conditions  have  to  be  fulfilled:  The  incoming  machine — 
as  in  the  case  of  direct-current  machines — must  be  brought  up  to 


I,  -  /Kf 


/i>  "  /KT 


tit  'I^ 


Fig.  40. 


4  -  CON  NEC  TED     QENEKA  TOK- 
Wiring  Diagram  for  A-Connected  Tbree-Pbase  Generator 


nearly  the  same  voltage  as  the  first  one ;  it  must  operate  at  exactly 
the  same  frequency;  and,  at  the  moment  of  switching  in  parallel, 
it  must  be  in  phase  with  the  first  machine.  This  correspondence 
of  frequency  ^nd  phase  is  called  ** synchronism." 


ler 
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Sifnchroriiziug  Alternators' bij  Lamp  In<Ii'(  atnr.  It  : 
sible  with  mechanical  spced-incasurijip:  iiistruiiirnts  to  <1 
tlic  speed  as  accurately  as  is  necessary  for  tliis  purp^js**. 
however,  a  very  simple  method  of  elt'crtrically  (li.ti-nninii 
ditTerences  in  speed  or  frequency.  In  P'i|yr.  41,  lot  M  and 
si'iit  two  single-phase  alternators,  which  can  ht*  count 
mrans  of  the  singK»-pole  switch  AB.  Across  tlic  tt»nuina! 
switch   is  eo7in<M'tf<l  an  incandescent  lamp   L,   caj>ahh*  of  : 

twice  tlie  voltajyre  of  *-'v 
chine.  When  ^1  li  is  n 
cii'cuit  ]»ct\vc«'ii  the  HUH 
coni])lctctl  tlirou^h  L, 
machines  may  hr  conn 
I)aranel  as  follows  :  Ass 
chir.e  .1/  already  in  op 
hrinj?  up  machine  A'  to  approximately  the  proper  spee«l  a 
j.jrc:  tlh'U  wat<'h  lamj)  J.,  If  machine  A'  is  runnin<r  a  vt- 
slowri*  or  fastrr  than  machine  M,  the  lamp   A    will   jrlow 


liu.  -^1.      I»i;ii:rnr.   nt"  T\\>t   Siii;:l<niji«*i- 
Ali<  rnMi<)i>  Arr.niA:i<l  in  I'arallil 
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l»i;i.:rM'ii   •■!   ( 'iHiLi  •  i  i-ii-    I'-r  S\  in  l.runi/ini:   niK>>-ViiltnK<^  Alt-Tii 
'r!ii'>i.::)i   Siiji  I  i.iw  |.  'I'l  ;inv|<iriiiir^ 


iimiiHiit  and  1m'  dnrk  thr  nr\t.  At  thi*  instant  wlieii  tli 
aL'''s  are  »'<|m;i1  in  |»rrssiin'  and  |»hasi'.  /.  will  remain  darl 
when  tlie  |»hasi-s  arc  disphK-td  l)y  lialt*  a  period,  the  lain 
t^low    at    its    maximum    hriiliancy.      Sinei*    tlie    tliekeriujj:    < 
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lamp  is  dfiifiideiit  upon  the  (iiffereiice  in  frequency,  the  machines 
should  not  be  thrown  in  parallel  while  this  flickering  exists.  The 
prime  mover  of  the  incoming  machine  must  be  brought  to  the 
proper  speed;  and  the  nearer  machine  JV  approaches  synchronism, 
the  slower  the  flickering.  When  it  is  very  slow,  and  at  the  instant 
when  the  lamp  is  dark,  throw  the  machine  in  parallel  by  closing  the 
switch  across  A  B.  The  machines  are  then  in  phase,  and  tend  to 
remain  so,  since  if  one  slows  down,  the  other  will  drive  it  as  a 
motor.  It  is  better  to  close  the  switch  when  the  machines  are 
approaching  synchronism  rather  than  when  they  are  receding  from 
it;  tiiat  is,  at  the  instant  the  lamp  becomes  dark. 

Fig.  42  shows  the  niL'thod  of  synchronizing  high-voltage  alter- 
nators thro\igh  step-down  transformers.  When  two  three-phase 
alti'niators  are  first  placed  in  operation,  synchronizing  connections 
shouhl  be  made  across  each  phase.  If  all  the  lamps  become  bright 
or  daik  simultaneously,  the  alternators  are  ready  for  parallel 
operation.  After  all  phases  have  once  been  tested,  it  is  only  neces- 
sary to  compare  a  corresponding  phase  from  each  machine  to 
indicate  synchronism. 

The  connections,  as  shown 
in  Fig.  42,  indicate  synchro- 
nism when  the  lamps  are 
dark.  If  it  is  desired  that  a 
condition  of  synchronism  shall 
be  indicated  when  the  lights 
are  at  maximum  brightness, 
reverse  the  secondary  connec- 
tion of  either  one  of  the  poten- 
tial transformers. 

Synchronizing  Alternators 
hij  Synchronizer.  Sj'nchro- 
nii'.ing  by  means  of  lamps  is  not 
considei-cd  accurate  enough 
in  tlie  modern  station.  There 
is  manufactured  an  instru- 
ment called  a  "synchronizer,"  or  "synchronism  indicator,"  which 
gives  much  more  accurate  results.  One  form  of  this  instrument^ 
shown  in  Fig.  43,  has  a  revolving  pointer  which  indicates,  hy  itn 
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Sjfnchronizing  Alternators' by  Lanip  Indicntnr.  It  is 
siblo  with  mechanical  spccd-im*asuriii^  iiistruiiii'iits  to  \\*h 
the  speed  as  accurately  as  is  iiecessaiy  for  this  j>iiri»ose.  Tl 
however,  a  very  simple  method  of  electrically  drtt- rmiiiin*! 
differences  in  speed  or  frequency.  In  V\^.  41,  l<*t  M  and  A' 
sent  two  single-phase  alternators,  which  t*an  ])e  eonn»M-t 
means  of  the  single-pole  switch  AB.  Across  th<:*  terminals 
switeh  is  connccttMl  i\\\  incandescent  lamp  L^   c*apa)»l«.*   of  stt 

twice  the  volta^o  of  i*itli* 
chine.  Wht*ii  ^l  B  is  op. 
circuit  ])etwerMi  tli<»  niach 
completed  tliroujt^^h  L,  Tl 
machines  may  ho  eonn*-r 
parallel  as  follows  :  Assni 
chine  M  ahva<ly  in  o]ht 
bring  uj)  machine  A'  to  api)roximately  the  proper  s]KM*d  an* 
iig<':  then  watch  lamp  /..  If  machine  A'  is  ruiiniii*?  a  ver\ 
slower  or  i'jistcr  than  machine  J/,  the  lamp  L    will    g-low   fi 
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'i"lir<M:-l!   Sti|il»u\vi>  'i'laii'-lnrruir^ 

iii(»iii<nt    and    hi*   dni'k    the   m-xt.      At    th»'   instant    wlu-ii    tlu» 
jijr»'s  jii'e  t«jMnl   in   jurssiiir  and   j)hasr,   L   will   ivmaiii    dark 
wfirii    the    plijisrs   jjie   dis|)l;ierd    l)y    halt'   a   period,   the    lamr 
gh>w    at    its    maximum    hrilliancy.      Since    the    tlickoring    oi 
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lump  is  (.It'peiideiit  upon  the  tliffereuce  in  frequency,  the  machines 
should  not  be  thrown  in  parallel  while  this  flickering  exists.  The 
prime  mover  of  the  incoming  machine  must  be  brought  to  the 
pioper  speed;  and  the  nearer  machine  N  approaches  synchronism, 
the  slower  the  flickering.  When  it  is  very  slow,  and  at  the  instant 
when  the  lamp  is  dark,  throw  the  machine  in  parallel  by  closing  the 
switch  across  AB.  The  machines  are  then  in  phase,  and  tend  to 
remain  so,  since  if  one  slows  down,  the  other  will  drive  it  as  a 
motor.  It  is  better  to  close  the  switch  when  the  machines  are 
approaching  synchronism  rather  than  when  they  are  receding  from 
it;  that  is,  at  the  instant  the  lamp  becomes  dark. 

Fig.  4'2  shows  the  method  of  synchronizing  high-voltage  alter- 
nators tlirough  step-down  transformer.  When  two  three-phase 
alternators  are  first  placed  in  operation,  synchronising  connections 
should  be  made  across  each  phase.  If  all  the  lamps  become  bright 
or  dark  simultaneously,  the  alternators  are  ready  for  parallel 
operation.  After  all  phases  have  once  been  tested,  it  is  only  neces- 
sarj'  to  compare  a  corresponding  phase  from  each  machine  to 
indicate  synchronism. 

The  connections,  as  shown 
in  Fig.  42,  indicate  synchro- 
nism when  the  lamps  are 
dark.  If  it  is  desired  that  a 
condition  of  synchronism  shall 
be  indicated  when  the  lights 
are  at  maximum  brightness, 
reverse  the  secondary  connec- 
tion of  either  one  of  the  poten- 
tial transformers. 

^yuchroiiizing  Alternators 
by  Synchronizer.  Synchro- 
nizing by  means  of  lamps  is  not 
considered  accurate  enough 
in  the  modem  station.  There 
is  manufactured  an  instru- 
ment called  a  "synchronizer,"  or  "synchronism  indicator,"  which 
gives  much  more  accurate  results.  One  form  of  this  instrument, 
shown  in  Fig.  43,  has  a  revolving  pointer  which  indicates,  by  it« 
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Synchronizing  Alternators' hy  Lamp  Indicator,  It  is  impos- 
sible with  mechanical  speed-measuring  instruments  to  determine 
the  speed  as  accurately  as  is  necessary  for  this  purpose.  There  is, 
however,  a  very  simple  method  of  electrically  determining  small 
differences  in  speed  or  frequency.  In  ¥\g,  41,  let  M  and  N  repre- 
sent two  single-phase  alternators,  which  can  be  connected  by- 
means  of  the  single-pole  switch  A  B,  Across  the  terminals  of  the 
switch  is  connected  an  incandescent  lamp  L,  capable  of  standing 

twice  the  voltage  of  either  ma- 
chine. When  AB  \H  open,  the 
circuit  between  the  machines  is 
completed  tlirough  L,  The  two 
machines  may  be  connected  in 
parallel  as  follows :  Assume  ma- 
chine M  already  in  operation; 
bring  up  machine  N  to  approximately  the  proper  speed  and  volt- 
age; then  watch  lamp  L,  If  machine  N  is  running  a  very  little 
hIowit  or  faster  than  machine  M,  the  lamp  L  will  glow  for  one 
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moment  and  be  dark  the  next.     At   tlie  instant  wlien  thfl} 
ages  are  equal  in  pressure  and  pliase,  L  will  remain  din 
when  the  phases  are  displaced  by  half  a  period,  the  Ujh 
glow   at   its   maximum   brilliancy.      Since   the    flickeriiM| 
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lamp  is  dependeut  iipoD  the  ditfereuce  in  frequency,  the  machines 
should  not  be  thrown  in  parallel  while  this  flickering  exists.  The 
prime  mover  of  the  incoming  machine  must  be  brought  to  the 
proper  speed ;  and  the  nearer  machine  N  approaches  synchronism, 
the  slower  the  flickering.  "When  it  is  very  slow,  and  at  the  instant 
when  the  lamp  is  dark,  throw  the  machine  in  parallel  by  closing  the 
switch  across  A  B.  The  machines  are  then  in  phase,  and  tend  to 
remain  so,  since  if  one  slows  down,  the  other  will  drive  it  as  a 
motor.  It  is  better  to  close  the  switch  when  the  machines  are 
approaching  synchronism  rather  than  when  they  are  receding  from 
it ;  that  is,  at  the  instant  the  lamp  becomes  dark. 

Fig.  42  shows  tlie  method  of  synchronizing  high-voltage  alter- 
nators through  step-down  transformers.  When  two  three-phase 
alternators  are  first  placed  in  operation,  synchronizing  connections 
should  be  made  across  each  phase.  If  all  the  lamps  become  bright 
or  dark  simultaneously,  the  alternators  are  ready  for  parallel 
operation.  After  all  phases  have  once  been  tested,  it  is  only  neces- 
sary to  compare  a  corresponding  phase  from  each  machine  to 
indicate  synchronism. 

The  connections,  as  shown 
in  Fig.  42,  indicate  synchro- 
nism when  the  lamps  are 
dark.  If  it  is  desired  that  a 
condition  of  synchronism  shall 
be  indicated  when  the  lights 
are  at  maximum  brightness, 
reverse  the  secondary  connec- 
tion of  either  one  of  the  poten- 
tial transformers. 

Synchronizing  Alternators 
by  Synchronizer.  Synchro- 
nizing by  means  of  lamps  is  not 
considered  accurate  enough 
in  the  modern  station.  There 
manufactured  an  in.stru- 
Ljnent  called  a  "synchronizer,"  or  "synchronism  indicator,"  which 
I  much  mor^^|p«i*>«te  results.  One  form  of  this  instrument 
revolving  pointer  which  indicates,  by  its 
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position,  the  exact  point  of  synchronism ;  and  by  its  directi&n  of 
rotation,  whether 'the  incoming  machine  is  running  too  slow  or 
too  fast.  Lamps  are  usually  provided  with  this  instrument  as  a 
check  on  its  operation  and  for  use  in  case  of  a  failure  of  the  instru- 
ment due  to  a  burn-out  or  other  cause.  In  the  type  shown,  the 
lamp  is  back  of  the  scale  and  lights  up  only  when  the  machines 
are  at  or  near  synchronism. 
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Fig.  44.     Wlrlncf  Dluprnni  for  Synchronism  Indicator  wltli  Potential  Tranifomieri, 
Secondaries  Grounded.     Syncbrunism  Is  Indicated  When  the  Lamps  Are  Dftrk 

Figs.  44  and  45  show  two  methods  of  connecting  a  synchronizer 
to  two  machines  (one  running  and  one  starting)  by  means  of  plugs 
and  receptacles  mounted  on  the  switchboard.  Where  the  secon- 
daries of  the  potential  transfonni^rs  can  be  grounded,  which  is 
usually  the  case,  a  common  ground  return  can  be  used  and  the 
connections  are  much  simplified. 

When  two  alternating-current  machines  have  been  connected 
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in  parallel,  the  division  of  load  should  be  adjusted.  This  cannot 
be  accomplished  as  in  direct-current  machines  by  adjustment  of 
the  field  rheostat.  Change  in  field  strength  will  cause  more  current 
to  flow,  but  it  will  be  90  degrees  out  of  phase  with  the  potential 
and  will  not  represent  actual  power.  The  only  way  to  make  the 
two  machines  supply  proportional  amounts  of  power  is  to  adjust 
the  input  to  their  respective  prime  movers.    The  governor  of  the 
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Fig.  45.     wiring  Diagram  for  Synchronism  Indicator  with  Potential  Transformers, 
Secondaries  Ungrounded.     Synchronism  Is  Indicated  When  the  Lamps  Are  Dark 

prime  mover  should  be  adjusted  as  if  for  an  increase  in  speed  to 
make  the  machine  carry  more  load,  and  conversely  to  make  the 
machine  carry  less  load. 

If  it  is  found  necessary  to  increase  the  voltage  of  machines 
operating  in  parallel,  the  rheostats  of  all  machines  should  be 
adjusted  proportionally.  If  the  rheostat  of  only  one  machine  is 
shifted,  cross  currents  will  be  caused  to  flow  between  machines, 
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brought  to  the  revolving  field  througli  collector  rings  mounted  on 
and  insulated  from  the  shaft,  the  ends  of  the  field  winding  being 
connected  to  these  rings.     Fig.  33  shows  such  a  machine  designed 
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for  direct  connection  to  its  prinit-  mover.  Machines  of  this  class 
are  quite  often  built  with  a  small  direct-current  exciting  generator 
mounted  on  the  same  shaft,  as  shown  in  Fig.  34.     Small  alternators 


sometinii's  have  ivvolvinff  armatures,  the  current,  single  or  poly- 
phase, b).-iiig  taken  from  collector  rings  connected  to  the  armature 
windings. 
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Single-Phase  Type.  There  are  a  number  of  plants  in  this 
country  still  operating  single-phase  systems,  but  the  advantages  of 
using  pol^-phase  motors  rather  than  single-phase  motors  in  most 
power  installations  has  caused  this  system  to  be  practically  aban- 
doned. The  single-phase  generator  need  not  be  considered  in  dis- 
cussing modem  practice,  since  it  is  so  little  used. 
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Pig.  30.     Wiring  Diagram  for  Two-Phase  Four- Wire  CJenerator  with  Armature 

Wiudiiigs  Ninety  Degrees  Apart 

Two-Phase  Type.  A  two-phase  alternator  has  two  armature 
windings  arranged  so  that  their  voltages  are  90  degrees  out  of 
phase.  Pig.  35  shows  the  two  voltage  waves  plotted  in  their  rela- 
tions, one  being  one-fourth  of  a  cycle  ahead  of  the  other.  Fig. 
36  shows  a  two-phase  four-wire  generator  with  the  armature  wind- 


Fig.  37.     wiring  Diagram  for  Two-Phase  Generator  Arranged  for  Three- Wire  System 

ings  represented  90  degrees  apart.    Tlie  voltages  on  pliase  A  and 
phase  B  are  equal. 

Two-phase  generators  are  sometimes  arranged  with  their  two 
sets  of  armature  windings  connected  together,  as  shown  in  Fig. 
37.  In  this  case  only  three  wires  are  carried  out  to  the  distribut- 
ing system.    If  the  voltage  of  either  pliase  is  equal  to  E,  then  the 
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voltage  across  the  free  ends  of  the  inter-connected  phase  will  be 
equal  to  JE  x  y/2.    (See  Fig.  37.) 

_iEB 


Cos  45°  = 


E 


Cos  45°  =  J  V3 

2  E 

En  =  E  x\/2 

The  current  in  any  wire  of  a  two-phase  four-wire  system  is 

KW 


/= 


2E 


in  which  KW  is  capacity  of  generator;  E  is  voltage  of  phase 
A  or  B. 
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Fig.  38.     Voltage  Curves  for  Three-Phase  Generator 

Three-Phase  Type.  Three-phase  generators  have  their  arma- 
ture windings  divided  into  three  sets  of  coils  so  arranged  as  to  pro- 
duce electromotive  forces  120  degrees  apart,  Fig.  38.  Armatures 
may  be  either  Y-  or  A -connected,  Figs.  39  and  40.  In  a  Y-con- 
nected  system,  the  line  voltage  is  the  phase  voltage  multiplied  by 

V3  as  shown,  thus : 


Cos  30°  = 

\Eb 
E 

Cos  30°  = 

=iV3 

iV3. 

E, 
2E 

Es  =  E\/S 

the  line  current  is  found  to  be  the  same  as  the  current  per  phase. 
In  a   A -connected  system,  the  line  voltage  is  the  same  as  the 
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pliase  voltage,  but  the  current  per  line  is  the  y/S  times  the  cur- 
rent per  phase.    In  either  system 

W  =  EIy/3 

for  noninductive  circuit,  in  which  W  is  watts  output;  E  is  pres- 
sure in  volts,  and  I  is  current  in  amperes. 

For  an  inductive  circuit  whose  power  factor  is  less  than  unity, 

W^EIy/3^os<t> 
in  which  cos<^  is  power  factor. 


y-CONNeCT£I)     Q£NEF/{TOJf 
Fig.  39.     Wiring  Diagram  for  Y-Connectcd  Tlirce-Pliase  Generator 

Alternators  in  Parallel.  To  run  two  alternators  in  parallel, 
several  conditions  have  to  be  fulfilled:  The  incoming  machine — 
as  in  the  case  of  direct-current  machines — must  be  brought  up  to 
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A'CONNECTED      Q£NE1fMT0K> 
Pig.  40.     Wiring  Diagram  for  A-Connected  Three-Pbase  Generator 

nearly  the  same  voltage  as  the  first  one ;  it  must  operate  at  exactly 
the  same  frequency;  and,  at  the  moment  of  switching  in  parallel, 
it  must  be  in  phase  with  the  first  machine.  This  correspondence 
of  frequency  and  phase  is  called  **  synchronism. '* 
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Synchronizing  Alternators' by  Lamp  Indicator.  It  is  impos- 
sible with  mechanical  speed-measuring  instruments  to  determine 
the  speed  as  accurately  as  is  necessary  for  this  purpose.  There  is, 
however,  a  very  simple  method  of  electrically  determining  small 
differences  in  speed  or  frequency.  In  Fig.  41,  let  M  and  N  repre- 
sent two  single-phase  alternators,  which  can  be  connected  by 
means  of  the  single-pole  switch  AB.  Across  the  terminals  of  the 
switch  is  connected  an  incandescent  lamp  L,  capable  of  standing 

twice  the  voltage  of  either  ma- 
chine. When  AB  is  open,  the 
circuit  between  the  machines  is 
completed  through  L.  The  two 
machines  may  be  connected  in 
parallel  as  follows :  Assume  ma- 
chine M  already  in  operation; 
bring  up  machine  N  to  approximately  the  proper  speed  and  volt- 
age; then  watch  lamp  L.  If  machine  N  is  running  a  very  little 
slower  or  faster  than  machine  M,  tlie  lamp  L  will  glow  for  one 


FI15.  41.     Diagram  of  Two  SlnKl<'-lMiase 
Alternators  Arranged  In  Tarallel 
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rig.  42.     Diagram  of  Connections  for  Synclironizlng  [Ilgh-Voltage  Altornatort 

Through  Slrp  Down  Transformers 

moment  and  be  dark  the  next.  At  the  instant  when  the  volt- 
ages are  equal  in  pressure  and  phase,  L  will  remain  dark;  but 
when  the  phases  are  displaced  by  half  a  period,  the  lamp  will 
glow   at   its   maximum   brilliancy.      Since   the   flickering   of   the 
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iamp  is  dependent  upon  the  difference  in  frequency,  the  machines 
should  not  be  thrown  in  parallel  while  this  flickering  exists.  The 
prime  mover  of  the  incoming  machine  must  be  brought  to  the 
proper  speed;  and  the  nearer  machine  If  approaches  synchronism, 
the  slower  the  flickering.  When  it  is  very  slow,  and  at  the  instant 
when  the  lamp  is  dark,  throw  the  machine  in  parallel  by  closing  the 
switch  across  AB.  The  machines  are  then  in  phase,  and  tend  to 
remain  so,  since  if  one  slows  do^n,  the  other  will  drive  it  as  a 
motor.  It  is  better  to  close  the  switch  when  the  machines  arc 
approaching  synchronism  rather  than  when  they  are  receding  from 
it;  that  is,  at  the  instant  the  lamp  becomes  dark. 

Fig.  42  shows  the  metliod  of  synchronizing  high-voltage  alter- 
nators through  step-down  transformers.  "When  two  three-phase 
alternators  are  iirst  placed  in  operation,  sj'nchronizing  connections 
should  be  made  across  each  phase.  If  all  the  lamps  become  bright 
or  dark  simultaneously,  the  alternators  are  ready  for  parallel 
operation.  After  all  phases  have  once  been  tested,  it  is  only  neces- 
sary to  compare  a  corresponding  phase  from  each  machine  to 
indicate  synchronism. 

The  connections,  as  shown 
in  Fig-  42,  indicate  synchro- 
nism when  the  lamps  are 
dark.  If  it  is  desired  that  a 
condition  of  synchronism  shall 
be  indicated  when  the  liglits 
are  at  maximum  brightness, 
reverse  the  secondary  coinicc- 
tion  of  either  one  of  the  poten- 
tial transformers. 

Synchronizing  Alternators 
by  Synchronizer.  Synchro- 
nizing by  means  of  lamps  is  not 
considered  accurate  enough 
in  the  modem  station.  Thei-e 
is  manufactured  an  instru- 
ment called  a  "synchronizer," 
gives  much  more  accurate  res 
shown  in  Fig.  43,  has  a  revolving  pointer  which  indicates,  by  lis 
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"synchronism  indicator,"  which 
i.     One  form  of  this  instrument, 
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position,  the  exact  point  of  synchronism;  and  by  its  direction  of 
rotation,  whether 'the  incoming  machine  is  running  too  slow  or 
too  fast.  Lamps  arc  usually  provided  with  this  instrument  as  a 
check  on  its  operation  and  for  use  in  case  of  a  failure  of  the  instru- 
ment due  to  a  burn-out  or  other  cause.  In  the  type  shown,  the 
lamp  is  back  of  the  scale  and  lights  up  only  when  the  machines 
are  at  or  near  synchronism. 


"  ^hcrotenne^  4I< 


St^nchtnomsm  /neffc^^ 


AJl 


6 

6     o 
o 


//Oy<p/t3 


f 


P/u<fS 


^ 


»    ^^eco/ota^/0 


Starting  /funntna 


//O  l/o/t 


Fig.  44.     Wirini;  Diagram  for  SyiichroniHin  Indicator  with  Potential  Traniformew, 
SecondarioM  (jruundod.     SyncIiruniHin  1h  Indicated  When  the  Lamps  Are  Dftrk 

Figs.  44  and  45  show  two  methods  of  connecting  a  synchronizer 
to  two  machines  (one  running  and  one  starting)  by  means  of  plugs 
and  receptacles  mounted  on  the  switchboard.  Where  the  secon- 
daries of  the  potential  transformers  can  be  grounded,  which  is 
usually  the  case,  a  common  ground  return  can  be  used  and  the 
connections  tixv.  much  simplified. 

When  two  alternating-current  machines  have  been  connected 
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in  parallel,  the  division  of  load  should  be  adjusted.  This  cannot 
be  accomplished  as  in  direct-current  machines  by  adjustment  of 
the  field  rheostat.  Change  in  field  strength  will  cause  more  current 
to  flow,  but  it  will  be  90  degrees  out  of  phase  with  the  potential 
and  will  not  represent  actual  power.  The  only  way  to  make  the 
two  machines  supply  proportional  amounts  of  power  is  to  adjust 
the  input  to  their  respective  prime  movers.    The  governor  of  the 
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Fig.  45.     wiring  Diagram  for  Synchronism  Indicator  with  Potential  Transformers, 
Secondaries  Ungrounded.     Synchronism  Is  Indicated  When  the  Lamps  Are  Dark 

prime  mover  should  be  adjusted  as  if  for  an  increase  in  speed  to 
make  the  machine  carry  more  load,  and  conversely  to  make  the 
machine  carry  less  load. 

If  it  is  found  necessary  to  increase  the  voltage  of  machines 
operating  in  parallel,  the  rheostats  of  all  machines  should  be 
adjusted  proportionally.  If  the  rheostat  of  only  one  machine  is 
shifted,  cross  currents  will  be  caused  to  flow  between  machines, 
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which  do  not  represent  actual  power  but  do  cause  undesirable 
heating  of  the  machines. 

ALTERNATING-CURRENT  MOTORS 

Alternating-current  motors  may  be  generally  classed  as  induc- 
tion and  synchronous  types.  The  induction  type  of  motor  is  par- 
ticularly rugged  in  design,  is  simple  of  operation,  requires  little 
attention  and  a  minimum  of  accessories ;  it  does  not  tend  to  disturb 
the  wave  form  of  the  system  on  which  it  is  operating,  and  with 
normal  load  its  power  factor  is  fixed. 

The  synchronous  motor  closely  resembles  the  revolving-field 
t>T)e  of  alternator  and,  in  general,  any  standard  type  of  alternator 
may  be  operated  as  a  synchronous  motor.  This  type  of  motor, 
therefore,  requires  practically  the  same  number  of  accessories  as  an 
alternator.  It  requires  care  and  skill  on  the  part  of  the  operator 
both  in  starting  and  in  making  the  adjustments  necessary  for 
proper  operation  on  the  system.  Since  it  is  a  synchronous  piece  of 
apparatus,  like  the  generators  supplying  current  to  it,  it  may 
cause  disturbance  on  the  system  on  which  it  is  operating  unless 
very  carefully  handled.  The  power  factor  of  this  type  of  motor 
may  be  controlled  by  varying  the  excitation  of  its  field.  This 
feature  allows  the  synchronous  motor  to  be  used  for  correcting 
the  power  factor  of  a  system  and  causes  its  use  in  a  large  number 
of  cases  where  the  induction  motor  would  otherwise  be  used  be- 
cause of  its  greater  simplicity  and  ease  of  operation. 

Induction  Motors 

Squirrel-Cage  T3rpe.  The  simplest  form  of  polyphase  induc- 
tion motor  is  the  *' squirrel-cage '*  type,  so-called  because  the  rotat- 
ing element  with  its  windings  short-circuited  by  a  heavy  copper 
end  ring  resembles  a  squirrel  cage.  Fig.  46  shows  the  rotor  from 
a  machine  of  this  type.  This  rotor,  also  knowTi  as  the  secondary 
or  armature,  is  made  up  of  thin  punched  discs  of  specially  treated 
iron.  These  punchings  are  provided  with  slots  in  which  the 
windings  are  placed. 

The  stator,  called  also  the  field  or  primary,  has  windings 
distributed  in  the  same  manner  as  the  winding  in  an  alternator 
armature.    The  ends  of  the  windings  are  brought  out  to  a  terminal 
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board  mounted  on  the  frame  of  the  motor,  and  the  service  lines  an^ 
connected  to  the  motor  terminals.  No  connection  is  made  to  the 
rotor  from  any  external  source.  Fig.  47  shows  an  exploded  view  of 
a  motor  of  the  type  deseribed. 

The  polyphase  currents  in  the  stator  windings  produce  a 
revolving  magnetic  field.  This  in  turn  induces  currents  in  the 
short-circuited  winding  on  the  rotor,  which,  on  account  of  thu 
reaction  with  the  revolving  magnetic  field,  causes  the  rotor  to 
revolve.  In  order  for  any  current  to  be  induced  in  the  windings 
of  the  rotor  there  must  be  a  difference  in  speed  between  the  revolv- 
ing magnetic  field  and  the  rotor.     It  therefore  follows  that  an 


Fig.  *8.      Showing  End  Consltactlou  ot  Squlrrel-CQec  Itotor 
Courlesi'  of  General  Electric  Compang 

induction-motor  rotor  never  can  revolve  at  exactly  the  same  speed 
aa  the  magnetic  field  of  the  stator ;  that  is  to  say,  it  cannot  attain 
synchronous  speed.  The  difference  between  the  speed  of  the  rotor 
and  the  revolving  magnetic  field  is  called  the  "slip"  of  the  motor. 
In  motors  of  this  class  the  slip  varies  from  2  to  6  per  cent,  depend- 
ing on  the  size  of  the  motor,  large  motors  having  tlie  lower  per- 
centage of  slip.  Motors  of  the  squirrel-cage  type  take  a  current 
equal  to  3  to  4J  times  uormal  full-load  running  cnrrpnt  to  produce 
full-load  starting  torque.  The  normal  full-load  efficiency  of  two- 
or  three-phase  motors  of  this  type  varies  approximately  from  87 


52   MANAGEMENT  OP  DYNAMO-ELECTRIC  MACHINERY 

to  93  per  cent,  depending  on  the  size  of  the  motor.  The  power 
factor  at  full  load  varies  from  85  to  90^  per  cent.  Motors  of  this 
type  operate  at  constant  speed.  Variable-speed  a.  c.  motors  will  be 
considered  later. 

Reversing.  To  reverse  the  direction  of  rotation  of  induction 
motors,  interchange  leads  as  follows:  For  a  two-phase  four- wire 
motor,  interchange  the  two  leads  of  one  phase;  for  a  two-phaao 
three-wire  motor,  interchange  the  two  outside  leads;  for  a  three- 
phase  motor,  direction  of  rotation  can  be  reversed  by  interchanging 
any  two  of  the  motor  leads. 


Fig.  47.     Exploded  View  of  Crockcr-Wbe«lcr 


Output.  The  output  of  an  induction  motor  varies  with  the 
square  of  the  voltage  at  the  motor  terminals.  If,  for  instance, 
the  terminal  voltage  happens  to  he  15  per  cent  low  (85  per  cent 
of  the  rated  voltage),  a  motor,  which  at  the  rated  voltage  gives  a 
maximum  o£  200  per  cent  of  its  rated  output,  will  give  only 
(85/100)'x200,  or  144  per  cent  of  its  rated  output. 

When  an  induction  motor  is  overloaded,  it  draws  an  excessive 
current  from  the  supply  mains.  The  torque  increases  up  to  a 
certain  value  of  slip.  The  rotor  at  this  time  has  dropped  back  in 
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position  to  such  a  point  that  the  machine  is  unstable  and,  if  the 
load  is  increased  beyond  this  value,  the  machine  comes  to  rest. 
This  is  called  the  "pull  out"  point  of  the  motor.  The  speed  of  an 
induction  motor  varies  directly  with  the  frequency  of  the  circuit  on 
which  it  is  operating. 

Starting  Compensator.  It  has  already  been  pointed  out  that 
aa  induction  motor  of  the  squirrel-cage  type  can  be  started  by 
simply  dosing  the  stator,  or  primary  switch,  but  this  calls  for  a 
very  large  rush  of  current.     In  order  to  cut  down  the  starting 


current,  when  the  maximum  starting  efTort  is  not  necessary,  a 
starting  compensator  is  usually  employed.  This  compensator  is  an 
autotransformer,  reducing  the  potential  at  the  terminals  of  the 
motor  and  consequently  diminishing  the  current  taken  by  it. 

Fig.  48  illustrates  a  compensator  manufactured  by  tlie  General 
Electric  Company,  and  Figs.  49,  50,  and  51  show  the  connections 
employed  for  two-  and  thrcc-phase  niotoi-s  with  compensators.  Fig. 
48  shows  a  compensator  with  oviTload  ii'lays  mounted  above  it. 
These  relays  are  arranged  to  trip  the  oil  switch,  when  the  cur- 
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rent  is  excessive,  and  have  time  limit  dashpots  so  that  the  switch 
will  not  trip  during  the  starting  operation.  Fuses  are  sometimes 
used  instead  of  these  overload  relays. 

This  type  of  compensator  consists  of  coils  (three  for  three- 
phase,  two  for  two-phase)  wound  upon  laminated  iron  cores,  a 
spring  return  double-throw  oil  switch  assembled  in  a  metallic  case, 
and  a  no-voltage  release.  To  start  the  motor  the  switch  should  be 
thrown  into  the  starting  position  with  a  quick  firm  thrust  and  held 
there  until  the  motor  conies  up  to  speed  (which  usually  requires 
but  a  few  seconds)  and  then,  with  one  quick  firm  movement,  it 
should  be  pulled  over  into  the  running  position,  where  it  is  held  by 
a  lever  engaging  with  the  no-voltage  release  mechanism. 


FlK.  49.     Wiring  Diagram  fur  Thr«e-I'huN,'  StartlDg-Conipenrator  with  CWeiload 

Rcloasv 

Courttiy  at  Oeneral  Electric  Companif 

Never,  in  any  case,  should  the  motor  be  started  by  "touch- 
ing," that  is,  by  throwing  the  switch  partly  into  the  starting  posi- 
tion and  pulling  it  quickly  out  a  number  of  times.  This  does  not 
reduce  the  rush  of  current  at  starting,  hut,  on  the  contrary,  it 
produces  a  number  of  successive  rushes  in  place  of  the  one  which 
it  has  attempted  to  avoid  and,  what  is  often  a  more  serious  matter, 
causes  the  contact  fing(.'rs  to  be  so  badly  burned  that  it  is  necessary 
to  replace  them. 

When,  however,  the  switch  is  properly  thrown  into  the  starting 
position,  the  current  pas.sos  through  the  compensator.  The  wind. 
ings  of  the  compensator  should  Ik'  provided  with  a  number  of 
taps,  so  that  the  motor  current  may  be  obtained  at  a  voltage  con- 
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siderably  less  than  the  line  potential  and  thus  start  the  motor  with 
a  minimum  disturbance  on  the  line. 

With  the  switch  in  the  runiiing  position,  the  compensator 


for  FonrWIre 


Courlety  0/  Ocjieral  Electric  Componj/ 

windings  are  entirely  disconnected  and  the  motor  takes  its  current 
directly  from  the  lines  at  full  potential. 

Compensators  are  usually  connected  for  low  starting  voltage 


Fig.  Bl.    wiring  DUgrai 


Three- Wire 


Courteay  0/  General  t'lccfrfc  Ompany 
and  torque.     If  the  motor  will  not  start  its  load  with  these  con- 
nections, the  next  higher  voltage  taps  should  be  tried,  and  so  on 
until  taps  are  found  which  will  give  the  required  torque.    Motors 
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of  small  size  (say,  five  h.p.  or  under)  are  usually  started  by  con- 
necting directly  to  the  line  without  resistance  or  compensator. 

Polar-Wound  Tyjie.     Another  form  of  constant-speed  induc- 
tion motor  is  one  in  which  the  rotor  is  definite  or  polar  wound. 


/hinningr  Point's 
/fasistoncff  Points-/ 


r  RegulatioK  tbe  BeriitaDce  In  tbe  Botsv 


The  ends  of  this  winding  are  connected  to  a  resistance  inaide 
the  rotor,  arranged  to  Iw  cut  out  while  the  machine  is  running, 
by  a  sliding  contact,  operattid  by  a  device  ou  the  motor  shaft. 
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Starting.  This  type  of  motor  is  started  without  the  use  of  a 
compensator  in  the  leads  to  the  stator  to  reduce  the  applied  voltage. 
The  device  for  cutting  out  the  resistance  is  set  bo  that  all  the  re- 
sistance is  connected  in  the  rotor  circuit  when  the  motor  is  at  rest. 
The  stator,  or  primary  circuit,  is  connected  directly  to  the  line  and, 
as  the  motor  attains  speed,  the  successive  steps  of  resistance  are 
cut  out  until,  on  the  last  step,  the  resistance  is  short-circuited.  The 
resistance  must  not  be  left  in  circuit  after  the  motor  has  attained 
normal  speed,  since  it  is  not  intended  for  regulating  the  speed 


Fie-B'i.     Control  Dlagism  for  Slip-ttlng  iDducllon  Motor 


of  the  motor.  This  motor  comes  up  to  speed  in  about  15  to  18 
seconds. 

Motors  of  this  type  exert  a  high  starting  torque.  For  instance, 
with  a  starting  current  IJ  times  full-load  current,  IJ  times  normal 
full-load  torque  is  obtained.  The  power  factor  and  efficiency  of 
these  motors  are  about  the  same  as  for  tlie  squirrel-cage  type. 

Slip-Ring  Type.  Still  a  third  type  of  polyphase  motor  is 
one  which  lias  the  |»olar-wouiul  rotor  similar  to  the  out'  previously 
described.  However,  tlie  ends  of  tlie  Y-connected  i-otor  windings 
are  brought  out  to  three  collector  rings  mounted  on  and  insulated 
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from  the  shaft.    BniBhes  bear  on  these  rings  and  connect  to  some 
form  of  Y-connect«(l  resistance. 

Control.  In  most  sizes  of  motor  a  controller,  similar  to  the 
ordinary  street-car  controller,  cuts  out  the  resistance  in  the  rotor 
circuit  st«p  by  step,  the  resistance  being  entirely  short-circuited 
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Fig.  54.     Wiring  Dlngra 


II  or  fllp-Itins  loductloD  Uot«r 


on  the  final  step.  Tlie  current  to  the  stater  or  primary  of  the 
motor  may  also  pass  through  the  controller.  Especially  is  this  the 
case  if  the  motor  is  to  Ih-  operated  in  either  direction.  Figs.  52,  53, 
and  54  each  show  a  mctliod  of  control  for  the  slip-ring  type  of 
induction  motor. 
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In  larger  sizes  of  motor,  the  control  is  accomplished  by  a 
system  of  clectrically-operat«d  contactors  which  give  the  same 
sequence  of  connections  as  the  manual  control  already  shown. 
This  type  of  motor  may  be  operated  at  constant  speed  after  all 
resistance  is  cut  out  of  circuit,  or  it  may  be  used  as  a  variable- 
speed  motor,  in  which  case  the  resistance  must  be  proportioned 
for  continuous  duty  on  any  point  of  the  control.  Examples  of 
this  kind  are  elevators,  cranes,  hoists,  and  other  applications  re- 
quiring variable  speed. 


Big.  55.     Type  KS  SlDgle-Pbase  Induction 
Courtesy  0/  Oeneral  Electric  Company 

Starting  torque  and  current  in  this  tj^pe  of  motor  depend  upon 
the  resistance  in  the  secondary  circuit,  full-load  current  giving 
approximately  full-load  torque. 

Single-Phate  Motors 
Split-Phase  Type.  Owing  to  its  simplicity,  strength,  and 
good  electrical  characteristics,  tlie  squirrel-cage  polyphase  motor  is 
generally  recognized  as  the  ideal  type  for  use  on  alternating-cur- 
rent power  circuits.  There  are,  however,  many  localities  where 
for  various  reasons  it  becomes  necessary  for  the  central  station  to 
supply  single-phase  current  to  power  consumers.  The  single-phase 
motor  in  sizes  from  about  1  to  15  h.p.  takes  care  of  such  conditions. 
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Fig.  55  shows  a  General  Eleetrii  single-phase  motor,  while 
Pig.  56  shows  a  Century  Electric  single-phase  motor.  This  type  of 
motor  is  suitable  for  constant-speed  service  where  torque  at  starting 
does  not  exceed  140  per  cent  of  full-load  value. 


ot  Century  Eltcttlc  Spllt-Plniie  iDductlon  Motoi 


Starting.     In    starting,    the    rotor   revolves    freely    on    th,; 
shaft  until  approximately  75  per  cent  of  the  normal  speed  is 


IMTEKNnL     COsiiECTION 


EXTEFNAL    CONNEC  TIONS 


reached ;  the  load  is  then  picked  up  tiy  the  automatic  action  of  a 
centrifugal  clutch.  The  motor  is  started  by  means  of  a  starting  box 
containing  resistance  and  reactance. 
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An  induction  motor  designed  to  run  on  polyphase  circuits 
will  not  start  when  its  stator  is  connected  directly  to  a  single- 
phase  circuit  but,  by  providing  the  stator  with  a  polyphase 
winding  and  ** splitting  the  phase'*  of  the  applied  single-phase  cur- 
rent, suflScient  starting  torque  is  obtained.  The  current  passing 
through  the  starting  device  will  lag  in  the  circuit  having  the 
reactance  and  cause  the  magnetic  field  to  revolve.  As  soon  as  the 
motor  has  come  up  to  speed,  the  connections  to  the  stator  are 
switched  so  that  it  is  connected  directly  to  the  single-phase  circuit. 
The  motor  will  then  continue  to  operate  as  a  single-phase  motor. 
Fig.  57  shows  the  connections  necessary  to  operate  the  motor  shown 
in  Fig.  55.  If  a  single-phase  motor  is  started  up  by  any  external 
means  and  then  thrown  on  the  single-phase  mains,  it  will  continue 
to  operate  as  a  single-phase  motor. 

The  eflSciency  of  this  type  of  motor  at  normal  load  varies  from 
70  per  cent  to  84  per  cent,  and  the  power  factor  from  67  per  cent 
to  87  per  cent  in  sizes  of  motors  from  1  to  15  h.p. 

Rei)ersing.  To  reverse  the  direction  of  rotation,  interchange 
any  two  of  the  three  leads  to  the  motor  terminal  block. 

Repulsion  Induction  Motor.  Another  type  of  single-phas<3 
motor  is  that  known  as  the  *' repulsion  induction  motor''.  Tho 
leading  characteristics  of  the  direct-current  series-wound  motor 
are  well  known.  Operating  through  a  wide  range  of  speed  and 
torque,  this  type  has,  however,  no  inherent  speed  regulation  and  its 
use  is  consequently  confined  either  to  fixed  loads,  like  fans  or  pres- 
sure blowers,  or  to  varying  loads  where  the  motor-controlling  device 
is  constantly  under  the  operator's  guidance.  The  speed,  torque, 
and  load  characteristics  of  the  series-commutator-type  alternating- 
current  motor  being  distinctly  analogous  to  that  of  its  direct-cur- 
rent prototype,  the  design  fails  to  meet  the  requirements  of  con- 
stant-speed power  service,  this  service  demanding  a  motor  which 
maintains  good  regulation  after  having  once  been  brought  up  to 
speed,  with  torque  values  increasing  as  speed  decreases;  in  other 
words,  characteristics  approaching  those  of  the  direct-current  com- 
pound motor  having  the  usual  proportion  of  series-field  winding. 

The  repulsion  induction  motor,  however,  gives  this  combina- 
tion of  series  and  shunt  characteristics;  that  is,  a  limited  speed 
and  an  increased  torque  with  decrease  in  speed.     In  the  straight 
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repulsion  motor,  to  secure  the  necessary  starting  torque,  a  direct- 
current  armature  is  placed  in  a  magnetic  field  excited  by  an  alter- 
nating current  and  short-cireuited  through  brushes  set  with  a  pre- 
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determined  angular  relation  to  the  stator.  To  further  improve  the 
operating  characteristics  of  the  plain  repulsion  motor,  a  second  set 
of  brushes  {i.e.,  the  compensating  brushes)   is  placed  at  90  dec- 
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trical  d^rees  from  the  main  short-circuiting  brushes    (i.e.,  the 
enei^  bmsheB),  Fig.  58.     The  compensating  field  is  auxiliary  to 
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the  main  field  and  impresses  upon  the  armature  an  electromotive  . 
force  in  angular  and  time  phase  with  the  electromotive  force  gen- 
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orated  by  the  main  field.  In  addition  to  correcting  phase  relation 
between  the  cnrrent  and  the  voltage,  thus  giving  approximately 
unity  power  factor  at  full  load  and  power  factors  closely  approach- 
ing unity  over  a  wide  range  of  load,  the  compensating  field  serves 
to  restrict  tlie  maximum  no-!oad  speed  and  also  permits,  where 
varying  speed  service  is  involved,  slight  increase  over  synchronous 
values.  The  compensated  repulsion  motor  is  practically  an  induc- 
tion motor  capable  of  operation  either  above  or  helow  synchronous 
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speed,  possessing  heavy  starting  torque  and  high  power  factor  at 
all  loads  as  well  as  excellent  eflieiency  constants.  The  motor  has  no 
tendency  to  spark  or  fiash  over,  since  the  armature  coils,  succes- 
sively short-circuited  by  the  energy  brushes,  are  not  inductively 
placed  in  tlie  magnetic  field  and  have  consequently  only  to  com- 
mutate  a  low  generated  voltage.  Figs.  59  and  60  show  standard 
types  of  repulsion  induction  motors. 

Starting  Torque  and  Current.  Starting  torque  is  200  or  250 
per  cent  of  rated-load  torque  with  ratcd-line  voltage.  A  starting 
current  of  225  per  cent  of  rated-load  current  is  required  to  prodace 
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rated-load  torqae.  Wbere  it  is  desired  to  reduce  the  starting  cur* 
rent  to  the  minimuin,  starting  rheostats  may  be  used. 

The  efBeiency  of  the  repulsion  induction  motor  varies  from 
67  to  65  per  cent  and  the  power  factor  from  94  to  99  per  cent, 
dep^iding  on  the  size  of  the  motor. 

The  motor  may  he  constant  speed,  constant  speed  reversible, 
variable  speed,  or  variable  speed  reversible. 

Typical  Induction-Motor  Installations.  Induction  motors  of 
the  three  kinds  described  are  extensively  used  in  all  manner  of 


Fig.  62.     ludnctloQ  Motor 
Caartfy  of  Wenllnnhoutr  Elcclr, 

industrial  plants,  the  type  of  motor  depending  upon  its  applicabil- 
ity to  the  work  at  hand.  Figs.  61  and  62  show  induction  motors  in 
different  industrial  applications. 

Synchronous    Motors 

As  previously  stated,  the  synchronous  motor  resembles  the 
revolving-field  generator,  except  that  tlie  field  of  the  sj-nehronous 
motor  may  be  provided  with  a  squirrel-cage  winding.  Fig.  63 
shows  a  Westinghouse  sj'nchronous  motor  connected  as  a  synchro- 
nous condenser. 

Starting.  This  winding  enables  the  synchronous  motor  to 
start  up  as  an  induction  motor.    Some  device,  such  as  a  compen- 
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sator,  is  used  to  reduce  the  line  voltage,  applied  to  the  stator  or 
primary  of  the  motor,  so  as  to  reduce  the  rush  of  current  in'  start- 
ing. Since  the  sjiichronous  motor  starts  as  a  low-efficiency  induc- 
tion motor,  it  follows  that  it  will  not  start  under  load,  but  will 
develop  only  enough  torque  to  pull  itself  into  synchronism. 

The  usual  method  of  starting  a  synchronous  motor  is  as  fol- 
lows:   A  starting  compensator  with  several  taps  is  provided,  which 


may  ivtincc  the  \oltugc  applied  to  tlie  stator  of  the  motor  to  a 
value  of  from  50  to  70  per  cent  of  normal  line  voltage,  depending 
upon  the  amount  of  current  required  to  bring  the  motor  to  about 
95  per  cent  of  synchronous  speed.  At  this  speed  the  field  switch 
may  be  closed  and  the  current  in  the  field  adjusted  to  about 
correct  value.  The  full-line  voltage  may  then  be  applied  to  the 
motor,  when  it  will  pull  into  synchronism.  It  will  then  be  neces- 
sary to  adjust  the  strength  of  the  Held  to  a  value  depending  on 
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whether  the  machine  is  to  operate  as  a  motor  or  as  a  synchronous 
coodenser. 

Some  manufacturers  recommend  starting  synehronous  motors 
with  the  field  short-circuited  through  a  resistance.  This  is  usually 
accomplished  by  making  the  discharge  resistance  heavy  enough  so 
that  it  will  stand  the  induced  current  in  the  iields.  In  that  case 
the  field  switch  is  left  in  the  discharge  clips  during  starting.  The 
synchronous  motor  may  be  brought  up  to  speed  by  an  auxiliary 
starting  motor  and  synchronized  on  the  system,  just  as  already 
described  under  the  subject  of  a.c.  generators. 


Sp66d.  The  speed  of  a  synchronous  motor  depends  only  on 
the  ^quency  and  is  constant  for  a  given  frequency  up  to  a  certain 
point.  If  loaded  beyond  this  point,  the  motor  "pulls  out",  or 
comes  to  rest. 

Uses  of  Synchronous  Motors.  Driving  Gourators.  The  most 
usual  application  of  synchronous  motors  is  for  driving  d. c.  or  a.c. 
generators.  They  are  largely  used  for  driving  d.  c.  generators  for 
railway,  lighting,  and  power  service  liecause  of  their  good  speed 
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characteristics.  In  such  casen  they  are  usually  direct-eouuccted  to 
the  generator  and  mounted  on  the  same  base  with  it,  Fig.  64.  In 
cases  where  it  is  necessary  to  obtain  current  at  a  frequency  differ- 
ing from  the  supply  circuit,  synchronous  motors  of  one  frequency 
are  connected  to  a.  c.  generators  of  another  frequency.  Such  com- 
binations are  called  "frequfiicy  changer  sets".  Where  the  ma- 
chines are  direct-connected  and  therefore  have  the  same  speed, 
the  ratio  of  pohs  on  the  two  niiiehines  must  correspond  to  the 
ratio  of  frequencies  desired. 


I  >lrr'c  I -Connected  Bidter 


Driving  Compressors,  Blowers,  Etc.  Synchronous  motors  are 
also  well  adapted  for  direct  connection  to  some  types  of  machineB, 
such  as  air  compressors  and  blowers.  The  speeds  which  can  be 
obtained  are  well  suited  to  such  machines  and  considerable  fly- 
wheel eifect  can  be  obtained,  which  is  also  of  advantage. 

Synchronous  Condensers.  Another  very  useful  application 
of  synchronous  motors  is  their  use  as  synchronous  condensers.  In 
any  of  the  applications  mentioned  above,  the  field  strength  of  the 
motor  can  be  increased  until  the  motor  is  taking  leading  current 
from  the  line.  Thus  instead  of  decreasing  the  general  power  factor 
of  the  system,  as  is  the  case  with  the  induction  motor,  these  motors 
may  be  made  to  increase  the  power  factor  of  the  system. 
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Where  the  motor  is  driving  other  load,  this  corrective  effect 
must  necessarily  be  but  a  small  part  of  the  total  capacity  of  the 
machine.  If  the  motor  be  floated  on  the  line  without  carrying  any 
mechanical  load  except  its  own  rotor,  a  proportionally  larger  cor- 
rective eflfeat  can  be  obtained.  A  machine  operated  in  this  way 
is  called  a  ** synchronous  condenser*'.  In  many  installations  hav- 
ing a  large  number  of  induction  motors  with  a  low  average  load, 
the  power  factor  is  very  low.  The  increased  capacity  made  avail- 
able from  the  generators  by  increasing  the  power  factor  will  often 
warrant  a  considerable  investment  in  synchronous  condensers  in 
such  cases.  Fig.  65  shows  a  General  Electric  synchronous  con- 
denser with  exciter  which  may  be  used  under  such  conditions. 
The  sole  purpose  of  these  machines  is  to  raise  the  general  power 
factor  of  the  system, 

OPERATION 

Directions  for  Running  Oenerators  and  Motors.  Preliminary 
Bun  with  No  Load.  If  possible,  a  new  machine  should  be  run  with 
no  load  or  with  a  light  one  for  several  hours.  It  is  bad  practice 
to  start  a  new  machine  with  its  full  load  or  even  a  large  fraction 
of  it.  This  is  true  even  if  the  machine  has  been  fully  tested  by 
its  manufacturer  and  is  apparently  in  perfect  condition,  because 
there  may  be  some  fault  produced  in  setting  it  up,  or  some  other 
circumstance  that  would  cause  trouble.  All  machinery  requires 
some  adjustment  and  care  for  a  certain  time  to  get  it  into  smooth 
working  order. 

Voltage  and  Current  Regulation.  A  generator  requires  that 
its  voltage  or  current  should  be  observed  and  regulated  if  it  varies. 
The  attendant  should  always  be  ready  and  sure  to  detect  and  over- 
come any  trouble,  such  as  sparking,  heating,  noise,  abnormally 
high  or  low  speed,  etc.,  before  any  injury  is  caused.  Such  direc- 
tions should  be  thoroughly  committed  to  memory  in  order  promptly 
to  detect  and  remedy  any  trouble  when  it  occurs  suddenly,  as  is 
usually  the  case.  If  possible,  the  machine  should  be  shut  down 
instantly  when  any  indication  of  trouble  appears,  in  order  to  avoid 
injury  and  to  give  time  for  examination. 

Keep  Tools  Away  from  Machines.     Keep  all  tools  or  pieces 
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of  iron  or  steel  away  from  the  machine  while  running.  Otherwise, 
they  might  be  drawn  in  by  the  magnetism,  perhaps  getting  between 
the  armature  and  pole  pieces,  thus  ruining  the  machine. 

Commutator  and  Brushes.  Particular  care  should  be  given 
to  the  commutator  and  brushes,  so  that  the  former  is  kept  perfectly 
smooth  and  the  latter  are  in  proper  adjustment.  Avoid  lifting 
brushes  when  machine  is  operating,  unless  there  are  several  in 
parallel. 

Bearings.  Touch  the  bearings  occasionally  to  see  whether  or 
not  they  are  hot.  To  determine  whether  the  armature  is  running 
hot,  place  the  hand  in  the  current  of  air  thrown  out  from  it  by 
centrifugal  force. 

Overloading.  Special  care  should  be  observed  by  anyone  who 
runs  a  generator  or  motor,  to  avoid  overloading  it,  because  this  is 
the  cause  of  most  of  the  troubles  which  occur. 

Personal  Safety.  The  matter  of  personal  safety  is  of  great 
importance  in  the  installation,  care,  and  management  of  dynamo- 
electric  machinery,  both  from  the  humanitarian  and  from  the 
financial  standpoint. 

Precautions  in  Handling  the  Circuit.  The  safest  rule  is  never 
to  touch  any  conductor  carrying  current,  and  never  to  allow  the 
body  to  form  part  of  an  electric  circuit,  no  matter  what  the  volt- 
age. This,  of  course,  is  a  rule  which  cannot  be  followed  strictly 
in  practice.  However,  every  precaution  should  be  taken  to  prevent 
accidents,  and  every  device  which  adds  to  the  personal  safety  of 
the  men  should  be  employed.  Rubber  gloves,  rubber  shoes,  or  both, 
should  be  used  in  handling  circuits  of  500  volts  or  over.  Also 
these  articles  should  frequently  be  tested.  Tools  with  insulated 
handles,  or  a  dry  stick  of  wood,  should  be  used  instead  of  the  hand 
for  handling  the  wires.  It  should  always  be  remembered  that  a 
wire  may  be  **  alive '*  through  some  unknown  change  in  connection 
or  through  accidental  contact  with  another  wire,  even  when  it  is 
thought  to  be  '*dead'\ 

High  Voltages.  On  the  high  a.  c.  voltages  now  so  common, 
even  the  above  precautions  are  not  sufficient.  No  work  can  ever 
be  done  on  such  circuits  unless  they  are  entirely  disconnected 
from  all  sources  of  power.  In  addition,  the  wires  should  be  thor- 
ouglily  grounded  before  l)eing  touched.  In  grounding,  the  ground 
connection  should  be  first  niad(»  and  last  disconnected. 
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Oenerators  or  Motors.  Operating  Alone.  A  gen- 
erator operating  alone  on  a  circuit  can  be  slowed  down  and  stopped 
without  touching  the  switches,  brushes,  etc.,  in  which  case  the  cur- 
rent gradually  decreases  to  zero ;  and  then  the  connections  can  be 
opened  without  sparking  or  any  other  difficulty. 

Operating  in  Parallel.  However,  when  a  generator  is  oper-  ^ 
ating  in  parallel  with  other  sources  of  power,  it  must  not  be  stopped 
or  reduced  in  speed  until  it  is  entirely  disconnected  from  the 
system.  Furthermore,  the  current  generated  by  it  should  be  re- 
duced nearly  to  zero  before  its  switch  is  opened.  For  a  d.c. 
machine  this  is  accomplished  by  adjusting  the  field  rheostat  of  the 
machine  to  be  cut  out,  great  care  being  taken  that  the  change  is 
gradual.  If  the  reduction  be  rapid,  the  voltage  of  the  machine 
may  drop  so  as  to  cause  a  back  current.  For  a.c.  generators  the 
load  is  reduced  by  adjusting  the  engine  governor  to  reduce  the 
input.    Field  rheostats  should  not  be  changed  on  a.c.  generators. 

Constant-Current  Generator.  A  constant-current  generator 
may  be  cut  into  or  out  of  circuit  in  series  with  others,  and  can 
be  slowed  down  or  stopped ;  or  its  armature  or  field  coils  may  be 
short-circuited  to  prevent  the  action  of  the  machine,  without  dis- 
connecting it  from  the  circuit.  It  is  aisohitely  necessary,  however,  . 
to  preserve  the  continuity  of  the  circuit,  and  not  to  attempt  to  open 
it  at  any  point,  as  this  would  produce  a  dangerous  arc.  Hence,  a 
by-path  must  be  provided  b}'  closing  the  main  circuit  around  the 
generator,  before  disconnecting  it.  This  same  rule  applies  to  any 
lamp,  motor,  or  other  device  on  a  constant-current  system. 

Never,  except  in  an  emergency,  should  any  circuit  be  opened 
when  heavily  loaded ;  the  flash  at  the  contact  points,  the  discharge 
of  magnetism,  and  the  mechanical  shock  are  all  decidedly  objec- 
tionable. 

Constant-Potential   Motor.     A   constant  -  potential    motor    is 

stopped  by  turning  the  starting-box  handle  back  to  the  first  posi- 
tion; or,  if  there  is  a  switch,  or  circuit  breaker,  in  the  circuit, 
as  there  always  should  be,  it  should  be  opened,  after  which  the 
starting-box  handle  is  moved  back  to  be  ready  for  starting  again. 
Immediately  after  a  machine  is  stopped  it  sliould  be  thoroughly 
cleaned  and  put  in  condition  for  the  next  run.  Wlien  not  in  use, 
machines  should  be  covered  with  some  waterproof  material. 
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MANAGEMENT  OF  DYNAMO- 
ELECTRIC  MACHINERY 

PABT  n 
INSPECTION  AND  TESTING 

MECHANICAL  TESTS 

Adjustment.  Adjustment  and  the  otlier  points  which  depend 
merely  upon  mechanical  construction  are  hardly  capable  of  being 
investigated  by  a  regular  quantitative  test,  but  they  can  and  should 
be  determined  by  a  thorough  inspection.  In  fact,  a  very  careful 
examination  of  all  parts  of  a  machine  should  always  precede  any 
test.  This  should  be  done  for  two  reasons:  First,  to  get  the  ma- 
chine into  proper  condition  for  a  fair  test,  and,  second,  to  deter- 
mine whether  the  materials  and  the  workmanship  are  of  the  best 
quality  and  satisfactory  in  every  respect.  A  loose  screw  or  con- 
nection might  interfere  with  a  good  test;  and  a  poorly  fitting 
bearing,  brush  holder,  or  other  part  might  show  that  the  machine 
was  badly  made. 

If  it  is  necessary  to  take  tlie  machine  apart  for  cleaning  or 
inspection,  the  greatest  care  sliould  be  exercised  in  marking,  num- 
bering, and  placing  the  parts,  in  order  to  ])e  sure  to  get  them 
together  exactly  the  same  as  before.  In  taking  a  machine  apart  or 
putting  it  together,  only  the  minimum  force  should  be  used.  Much 
force  usually  means  that  something  wrong  is  being  done.  A  wood 
or  rawhide  mallet  is  preferable  to  an  iron  hammer,  since  it  does 
not  bruise  or  mar  the  parts.  Usually  screws,  nuts,  and  other  parts 
should  be  set  up  fairly  tight,  but  not  tight  enough  to  run  any  risk 
of  breaking  or  straining  anything.  Shaking  or  trying  each  screw 
or  other  part  with  a  wrench  or  screw  driver,  will  show  whether 
any  of  them  are  too  loose  or  otherwise  out  of  adjustment. 

Friction.  Revolving  Rotor  hij  Hand.  The  friction  of  the 
bearings  and  brushes  can  be  tested  roughly  by  revolving  a  small 


195 


74  MANAGEMENT  OP  DYNAMO-ELECTRIC  MACHINERY 

armature  or  rotor  by  hand,  or  slowly  by  power  for  a  large  one,  and 
noting  if  it  requires  more  than  the  normal  amount  of  force.  Excess- 
ive friction  is  easily  distinguished,  even  by  inexperienced  persons. 
Another  method  is  to  revolve  the  armature  and  see  if  it  continues 
to  revolve  by  itself  freely  for  some  time.  A  well-made  machine  in 
good  condition  and  running  at  or  near  full  speed  will  continue  to 
run  for  several  minutes  after  the  turning  force  is  removed. 

Revolving  by  Motor.  Another  method  for  measuring  the  fric- 
tion of  a  machine  is  to  run  it  by  another  machine  used  as  a  motor, 
and  determine  the  volts  and  amperes  required,  first,  with  brushes 
lifted,  and,  second,  with  brushes  on  the  commutator  with  the  usual 
pressure.  The  torque  or  force  exerted  by  the  driving  machine  is 
afterwards  measured  by  a  Prony  brake  in  the  manner  described 
hereafter  for  testing  torque,  care  being  taken  to  make  the  Prony 
brake  measurements  at  exactly  the  same  volts  and  amperes  as  were 
required  in  the  friction  tests.  In  this  way  the  torques  exerted  by 
the  driving  machine  to  overcome  friction  in  each  of  the  first  two 
tests  are  determined,  and  these  torques,  compared  with  the  total 
torque  of  the  machine  being  tested,  should  give  percentages  not 
exceeding  about  2  per  cent  with  the  brushes  up,  or  3  per  cent  with 
the  brushes  down.  The  magnetic  pull  of  the  field  of  the  armature 
may  be  very  great,  if  the  latter  is  not  exactly  in  the  center  of  the 
space  between  the  pole  pieces.  This  would  have  the  effect  of  in- 
creasing the  friction  of  the  shaft  in  the  bearings  when  the  field 
is  magnetized.  It  occurs  to  a  certain  extent  in  all  cases  but  it 
should  be  corrected,  if  it  becomes  excessive.  This  may  be  tested  by 
turning  the  current  into  the  fields,  being  sure  to  leave  the  armature 
disconnected,  and  then  determining  the  friction.  The  friction  in 
this  case  should  not  be  more  than  2  to  4  per  cent. 

Tests  for  friction  alone  should  be  made  at  low  speed,  because 
at  high  speeds  the  effects  of  eddy  currents  and  hysteresis  enter 
and  materially  increase  the  apparent  friction. 

Balance.  Perfection  of  balance  of  the  revolving  member  of 
a  machine  is  essential.  On  machines  of  small  or  medium  size  the 
revolving  element  should  be  laid  on  carefully  leveled  knife-edge 
steel  ways.  The  heaviest  side  of  the  rotor  will  naturally  assume 
the  lowest  position.  Balance  weights  should  then  he  placed  diamet- 
rically opposite  tliis  point  until  the  proper  balance  is  obtained.    It 
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does  not  follow  that  the  static  balance  will  always  be  the  correct 
running  balance,  and  additional  balancing  may  have  to  be  done 
with  the  machine  running  at  normal  speed. 

On  very  large  machines,  with  which  the  preceding  method 
can  not  conveniently  be  used,  trial  balance  weights  will  have  to  be 
used  until,  by  repeated  tests,  the  proper  position  for  the  correct 
balance  weights  is  obtained. 

Noise.  This  cannot  well  be  tested  quantitatively,  although 
it  is  very  desirable  that  a  machine  should  make  as  little  noise  as 
possible.  Noise  is  produced  by  various  causes.  The  machine  should 
be  run  at  full  speed,  and  any  noise  and  its  cause  carefully  noted. 
A  machine— especially  the  commutator — will  nearly  always  run 
more  quietly  after  it  has  been  in  use  a  week  or  more  and  has 
worn  smooth. 

Heating.  Resistance  Method,  The  most  accurate  way  to  de- 
termine the  temperature  rise  in  electrical  apparatus  is  by  measure- 
ments of  resistance,  before  and  after  operating,  for  a  specified  time 
(usually  4  to  8  hours)  under  rated  load.  The  rise  of  tempera- 
ture is  the  percentage  increase  of  initial  resistance  by  tlie  tempera- 
ture coeflScient  for  the  initial  temperature  expressed  in  per  cent. 
The  standard  room  temperature  or  ambient  temperature  of  refer- 
ence was  formerly  25  degrees  centigrade  but  it  is  now  fixed  at  40 
degrees  centigrade,  corresponding  to  high  temperatures  in  engine 
rooms  and  in  hot  weather.  For  ordinary  tests  it  may  be  assumed 
that  the  resistance  of  copper  increases  .4  per  cent  for  each  degree 
centigrade  rise  in  temperature,  this  being  correct  for  15  degrees 
centigrade,  being  .385  per  cent  at  25  degrees  centigrade  and  .364 
per  cent  at  40  degrees  centigrade. 

Thermometer  Method.  Thermometers  are  also  largely  used 
for  determining  the  temperature  rise  in  apparatus.  The  indica- 
tions obtained  by  thermometer  may  be  about  5  degrees  centigrade 
lower  than  those  obtained  by  the  resistance  method.  When  resist- 
ance is  taken  by  thermometer,  great  care  sliould  be  taken  to  prevent 
radiation.  The  thermometer  should  be  covered  with  a  pad  of  waste 
or  cloth,  not  exceeding  two  inches  in  diameter,  and  allowance 
should  always  be  made  for  tlie  fact  that  the  temperature  is  always 
less  at  the  surface  than  at  the  interior. 

The   American   Institute   of   Electrical   Engineers  has  made 
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general  recommendations  as  to  the  limits  of  temperature  advisable 
with  various  kinds  of  insulating  material.  Other  authorities  state 
the  limits  allowable  for  various  types  of  machinery,  for  example, 
open  and  enclosed. 

ELECTRICAL  TESTS 

WIRING 

Before  any  work  is  done  in  connection  with  the  installation  of 
wires  or  cables,  complete  plans  should  be  drawn,  showing  the  proper 
relative  location  of  all  apparatus,  the  size  of  the  conductors  in 
ever>'  case,  and  the  lengths  of  the  runs.  The  path  of  the  wires 
will  depend  on  the  system  of  wiring  adopted  but,  in  any  case,  it 
should  be  as  simple  and  straightforward  as  possible.  The  rules  of 
the  National  Board  of  Fire  Underwriters  should  be  closely  adhered 
to,  as  well  as  the  rules  of  any  local  board  having  jurisdiction.  It  is 
a  good  plan  to  have  any  doubtful  points  passed  on  by  an  inspector 
before  the  work  is  completed  if  the  expense  involved  is  very  great. 
Otherwise,  the  work  may  have  to  be  done  over  after  completion, 
which  more  than  doubles  the  expense.  In  general,  the  Underwriters 
recognize  two  methods  of  wiring — ** exposed**  and  ** concealed*'. 

Bzposed  Wiring.  Exposed  wiring  on  cleats  and  knobs  or, 
for  large  cables,  on  cable  racks  with  porcelain  insulators  is  used 
less  today  than  ever  before.  It  has  the  great  advantage  of  cheap- 
ness and  accessibility,  which  will  always  make  it  popular  in  some 
places.  However,  the  wires  have  an  unsightly  appearance  and 
are  subject  to  injury  from  sources  external  to  themselves  which 
greatly  multiply  the  chances  for  trouble. 

Ooncealed  Wiring.  The  use  of  concrete  construction  in 
powder  plants  of  all  kinds,  and  in  industrial  plants  as  well,  has 
made  it  possible  to  make  practically  all  wiring  in  such  buildings 
concealed  in  iron,  clay,  or  fiber  conduits.  Placing  the  conduits  in 
the  floors  or  walls  puts  the  wires  entirely  out  of  sight,  where  they 
are  not  subject  to  injury  from  external  sources,  and  where  they 
are  usually  convenient  for  connection  to  the  apparatus.  Especially 
for  power  houses  this  method  has  become  practically  universal. 

Houses,  Office  Buildings,  Etc,  The  wiring  of  houses,  o£Sce 
buildings,  factories,  etc.,  is  practically  all  i)laced  in  conduits, 
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stated  above.  The  voltage  in  all  such  cases  is  low ;  that  is,  usually 
not  over  600  volts.  The  wires  are  insulated  with  rubber,  paper, 
or  varnished  cambric  of  the  thickness  necessary  for  the  voltage 
used,  and  are  covered  with  braid  if  installed  in  dry  locations.  If 
moisture  is  likely  to  be  encountered,  the  wires  are  covered  with 
a  lead  sheath. 

Power  Houses.  In  power  houses  similar  construction  is  used 
for  voltages  up  to  and  including  13,200  volts.  For  busbars,  espe- 
cially when  enclosed  in  fireproof  compartments,  bare  bar  or  rod 
is  usually  used.  For  voltages  above  13,200  there  are  many  installa- 
tions where  the  wires  are  insulated  even  up  to  33,000  volts.  How- 
ever, insulation  for  such  potentials  is  considered  by  most  engineers 
as  false  protection.  That  is,  it  is  not  safe  to  depend  upon  the 
insulation  to  protect  one  against  shock,  and  its  presence  is  apt 
to  give  to  the  operator  a  false  sense  of  security  which  might  cost 
him  his  life.  .It  has,  therefore,  become  an  almost  universal  practice 
to  make  all  station  wiring  for  high  voltages  of  bare  wire  mounted 
on  porcelain  insulators.  With  such  construction  it  is  evident  that 
one  must  never  come  near  the  wires,  and  the  result  is  that  the 
wiring  is  safer  than  if  it  were  insulated. 

When  alternating-current  conductors  are  enclosed  in  iron  con- 
duits, both  wires  of  each  phase,  or  all  the  wires,  must  be  run  in 
the  same  duct ;  otherwise  the  inductance  would  be  excessive. 

Size  of  Conductors.  All  conductors,  including  those  con- 
necting the  machine  with  the  switchboard,  as  well  as  the  busbars 
on  the  latter,  should  be  of  ample  size  to  be  free  from  overheating 
and  excessive  loss  of  voltage.  The  voltage  drop  between  the  gener- 
ator and  the  switchboard  should  not  exceed  one-half  per  cent  at  full 
load.  Excessive  drop  at  this  point  interferes  with  proper  regula- 
tion and  adds  to  the  less  easily  avoided  drop  on  the  distribution 
system. 

The  safe-carrying  capacities  of  copper  conductors  as  recom- 
mended by  the  National  Board  of  Fire  Underwriters  are  given  in 
Table  II. 
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TABLE  II 
Safe-Carrying   Capacities   of   Copper  Wires 


Rubber  Insulation 

Otheb  Insulations 

B.  &  S.  G. 

Ampebbs 

Amperes 

Circular  Mils 

18 

3 

5 

1,624 

16 

6 

8 

2,583 

14 

12 

16 

4,107 

12 

17 

23 

6,530 

10 

24 

32 

10,380 

8 

33 

46 

16,510 

6 

46 

65 

26,250 

5 

54 

77 

33,100 

4 

65 

92 

41,740 

3 

76 

110 

52,630 

2 

90 

131 

66,370 

1 

107 

156 

83,690 

0 

127 

185 

105,500 

00 

150 

220 

133,100 

000 

177 

262 

167,800 

0000 

210 

312 

211,600 

CiBCULAB  Mils 

200,000 

200 

300 

300,000 

270 

400 

400,000 

330 

500 

500,000 

390 

590^ 

600,000 

450 

680 

700,000 

500 

760 

• 

800,000 

550 

840 

900,000 

600 

920 

1,000,000 

650 

1,000 

1,100,000 

690 

1,080 

1,200,000 

730 

1,150 

1,300,000 

770 

1,220 

1,400,000 

810 

1,290 

1,500,000 

850 

1,360 

1,600,000 

890 

1,430 

1,700,000 

930 

1,490 

1,800,000 

970 

1,550 

1,900,000 

1,010 

1,610 

2,000,000 

1,050 

1,670 

The  lower  limit  is  specified  for  rubber-covered  wires  to  prevent  gradual 
deterioration  of  the  hif^h  insulations  by  the  heat  of  the  wires,  but  not  from 
fear  of  igniting  the  insulation.  The  question  of  drop  is  not  taken  into  eon- 
sideration  in  the  above  tables. 

The  safe-carrying  capacity  of  insulated  aluminum  wire  is  84  per  cent  of 
that  given  for  copper  wires  of  corresponding  size  and  insulation. 
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PROTECTIVE  APPARATUS 

SwitehM.  Switches  are  devices  for  closing  or  opening  a 
circuit.  Several  different  binds  are  used,  the  design  depending 
upon  the  character  and  the  severity  of  tlie  service.  For  low  volt- 
age circuits  (125  or  250  volts)  of  10  amperes  or  less,  snap  switches 
are  often  used.  These  switches  are  usually  of  the  kind  moimted 
on  porcelain  bases  and  enclosed  with  a  metal  cover.  The  handle 
operates  oq  a  spring  which  in  turn  operates  the  contact  blade  or 
Thus  the  contacts  remain  in  position  until  the  spring  pres- 


sure overcomes  the  friction,  when  the  switch  opens  or  closes  with 
a  quick  snapping  action. 

Lever  Switches.  Lever  or  knife  switclies  consist  of  blades  of 
copper  operating  in  clips  attached  to  eoppi-r  blocks.  One  end  of 
the  blade  is  hinged  in  the  clips  and  spring  washers  are  provided 
to  insure  pressure  enough  for  good  contat:t  anti  to  take  up  any  wear 
between  blade  and  clips.  An  insuhiting  liandle  is  attached  to  the 
other  end  of  the  blade.    If  the  switch  has  two  ()r  more  poles,  they 
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are  fastened  together  by  means  of  an  insulating  crossbar,  and  the 
handle  is  attached  to  the  crossbar  instead  of  to  the  blade  direct. 
Pig.  66  shows  such  a  lever  switch  for  mounting  on  a  switchboard. 
It  also  shows  an  exploded  view  of 'the  parts. 

The  general  construction,  spacing,  etc.,  is,  in  this  country, 
fixed  by  the  rules  of  the  National  Board  of  Fire  Underwriters. 


steel  Cabinet 


Their  rules  require  that  switches  have  sufficient  metal  for  the  neces- 
sary mechanical  strvngth,  and  that  the  temperature  rise  shall  not 
be  more  than  28  <li'groi-8  centigrade  above  the  surrounding  air,  when 
carrying  full  rated  load  continuously.  With  good  contacts  they 
allow  a  rated  current  density  of  75  amperes  for  each  square  inch  of 
contact  area.  Switches  of  over  30  amperes  must  be  provided  with 
terminal  higs  screwed  or  bolted  into  the  switch  into  which  the 
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conducting  wires  must  be  soldered.  In  practice,  lever  switches  of 
less  than  30-ampere  capacity  are  seldom  manufactured  and,  on 
that  size,  lugs  are  usually  furnished. 

Lever  switches  should  be  mounted  on  non-absorptive  non- 
combustible  insulating  bases  or  panels  such  as  slate,  marble,  or 
porcelain.  Where  switches  are  mounted  on  bases  which  are  to  be 
placed  against  a  flat  surface,  the  connection  must  be  made  at  the 
front  of  the  switch.  In  this  case  the  block  is  extended  far  enough 
so  that  the  terminal  can  be  screwed  or  bolted  on  to  the  face  of  the 
block.  Where  the  switches  are  mounted  on  switchboard  panels,  a 
stud  is  passed  through  the  panel  from  the  switch  block  and  the 
terminals  are  fastened  to  it  by  means  of  nuts. 

Lever  switches  should  be  mounted  so  that  gravity  tends  to 
open  them  rather  than  close  them.  They  should  be  grouped  as  far 
as  possible  for  ease  of  operation.  They  should  be  easily  accessible 
and  located  in  a  dry  place.  Modem  practice  requires  that,  for 
small  capacities  and  especially  when  in  exposed  places,  the  group 
of  switches  be  mounted  on  a  panel  board  and  placed  in  a  steel 
cabinet  properly  lined  with  some  material  such  as  slate.  Fig.  67. 

Plain  lever  switches  are  not  used  for  opening  circuits  under 
load  on  more  than  300  volts  d.  c.  or  500  volts  a.  c.  However,  they 
may  be  used  on  circuits  of  all  voltages  for  disconnecting  purposes 
at  no  load  or  very  small  load  and  where  any  considerable  current 
is  ruptured  by  some  other  device. 

The  Underwriters'  Rules  cover  a  large  number  of  points  of 
design  and  construction  not  mentioned  above,  but  they  are  of 
interest  principally  to  the  manufacturers,  and  all  reputable  manu- 
facturers follow  them. 

Oil  Switches.  For  alternating-current  circuits,  especially 
where  the  voltage  is  high,  lever  switches  are  not  suitable  for  opera- 
tion under  load.  An  oil  switch  is  one  in  which  the  circuit  is  made 
or  broken  under  oil.  Fig.  68  shows  a  single-pole  15,000-volt  oil 
switch  for  switchboard  service,  with  the  oil  tank  removed.  Such 
switches  are  mounted  back  of,  or  remote  from,  the  panels,  and 
are  operated  by  a  handle  connected  to  the  switch  through  a  system 
of  links  and  levers.  These  switches  usually  open  by  gravity,  either 
when  tripped  by  hand  or  automatically.  When  tripped  auto- 
matically by  abnormal  conditions  in  the  circuit,  they  are  sometimes 
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called  "oil  circuit  breakera".  They  are  manufactured  with  one  or 
more  poles,  sometimes  with  one  tank  for  all  poles  and  sometimes 
with  a  separate  tank  for  each  pole. 

Switches  built  along  the  same  general  lines  are  also  manu- 
factured for  mounting  on  walls  or  on  motor-driven  machines  and 
are  used  for  controlling  individual  motors.  In  textile  mills  and 
other  places  where  the  iire  risk  is  great,  such  switches  are  almost 
essential  even  on  low-voltage  circuits. 


Fig.  08.     Gene  I 


Oil  switches  are  not  suitable  for  use  on  direct-current  circtuts. 
since  there  is  no  reversal  of  current  and  the  arc  is  much  harder  to 
extinguish  than  the  a.  c.  arc. 

Circuit  Breakers.  Where  large  currents  are  to  be  broken, 
when  the  voltage  is  high,  or  where  automatic  features  are  required, 
the  usual  direct-current  practice  is  to  use  circuit  breakers.'  For 
electric  railway  service  on  cars,  or  in  places  where  the  equipment 
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must  be  totally  enclosed,  magnetic  blowout  circuit  breakers  are  still 
used.  These  breakers  are  arranged  so  that,  as  the  circuit  is  broken, 
current  is  caused  to  flow  in  a  coil  which  produces  a  magnetic  field 
BO  placed  as  to  draw  out  the  arc  and  cause  it  to  break  quickly. 

The  most  common  form  of  circuit  breaker  is  the  carbon-break 
circuit  breaker  as  illustrated  in  Fig.  69.    This  breaker  has  a  copper- 


leaf  brusli  for  continuously  carrying  tlie  current.  As  the  circuit 
breaker  is  opened,  or  opens  automatically,  this  brush  leaves  contact 
first.  The  current  is  then  temporarilj'  carried  by  a  secondary  cop- 
per contact  which  opens  second.  Last  of  all  the  carbon  contacts 
open  and  actually  break  the  circuit.  This  arrangement  insures  that 
the  burning  will  all  come  on  the  renewable  carbon  block  and  the 
main  contacts  will  always  be  left  in  good  condition. 
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Automatic  overload  tripping  is  obtained  by  arranging  a  mag- 
netic circuit  in  such  a  way  that  at  a  predetermined  current  value 
an  armature  will  be  lifted  and,  in  its  movement,  will  strike  a  trip- 
ping latch  which  in  turn  releases  the  moving  element  of  the  breaker 
so  that  it  opens  by  gravity  and  the  spring  action  of  the  contacts. 
Other  automatic  features  can  also  be  obtained  by  means  of  auxiliary 
attachments  or  separate  relays  acting  on  the  circuit-breaker  mech- 
anism in  a  similar  way.  Thus  the  circuit  breaker  may  be  tripped 
by  an  underload,  by  low  voltage,  or  by  the  reversal  of  current, 
when  desired. 

Carbon-break  circuit  breakers  are  often  used  in  alternating- 
current  circuits  for  voltages  of  600  and  below.  They  are  of  the 
same  general  appearance  as  those  used  in  direct-current  circuits, 
and  operate  on  the  same  principle. 
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Fig.  70.     Section   of   Enclosed   Fuse 

Fuses.  Because  of  the  great  expense  of  replacements  on 
circuits  where  trouble  is  frequent  and  severe,  fuses  are  being 
abandoned  in  favor  of  circuit  breakers  for  all  large  power  circuits. 
However,  there  are  so  many  places  where  fuses  have  the  advantage, 
because  they  are  simpler,  that  they  may  still  be  considered  among 
the  most  important  protective  devices  used. ' 

A  fuse  is  merely  a  strip  of  metal,  inserted  in  a  circuit,  of  such 
cross  section  that  at  a  given  current  it  will  melt,  thus  opening  the 
circuit.  If  this  fuse  is  made  so  that  its  ultimate  carrying  capacity  is 
less  than  the  safe-carrying  capacity  of  the  rest  of  the  circuit,  it  will 
protect  the  apparatus  against  the  excessive  current.  This  in  gen- 
eral describes  the  principle  and  function  of  the  fuse. 

The  form  which  a  fuse  may  assume  depends  upon  the  severity 
of  the  service,  the  capacity  of  the  circuit,  and  the  voltage.  Pigs.  70, 
71,  and  72  show,  respectively,  a  section  of  a  National  Electric  Code 


2M 


Fig.  Tl.     Open-LlDk  Fuse 
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Standard  enclosed  fuse,  an  open-link  fuse,  and  an  expulsion  fuse  for 
higher  voltage  a.  c.  circuits. 

Open-link  fuses  are,  as  the  name  implies,  merely  links  of  metal 
with  limited  current-carrying  capacity,  which  are  mounted  between 
two  terminal  blocks  and  fastened  to  them  by  bolts  or  screws.  The 
metal  used  is  usually  an  alloy  of 
special  composition  for  the  serv- 
ice. The  National  Board  of  Fire 
Underwriters  requires  that  the 
fuses  be  stamped  with  about  80 
per  cent  of  the  maximum  cur- 
rent which  they  can  carry  indePnitcly,  thus  allowing  about  25  per 
cent  overload  before  the  fuse  melts.  The  minimum  current  which 
will  melt- the  fuse  in  about  five  minutes  is  taken  as  the  melting  point. 
It  can  readily  be  seen  that  on  circuits  of  lar^  capacity,  or 
circuits  having  a  large  generating  capacity  back  of  them,  the  open- 
ing of  an  open-link  fuse  would  produce  a  heavy  flash  and  a  dan- 
gerous splashing  of  metal.  The  use  of  enclosed 
»  fuses  on  circuits  of  from  30-  to  600-ampere  capac- 
ity has  become  almost  universal  and  this  practice 
is  to  be  recommended  in  any  case  where  fuses  are 
obtainable  which  meet  the  rules  of  the  Under- 
writers. The  Underwriters'  Rules  cover  the  gen- 
eral construction,  performance,  and  dimensions 
of  fuses  within  the  range  of  capacities  given 
above. 
Fuses  should  always  be  employed  when  the 
size  of  the  wire  changes,  or  where  connections 
between  any  electrical  apparatus  and  the  con- 
Kin.   T2.    ficnirai   Eiec- ductors  are  made.     They  must  be  mounted  on 

trip    Slng1(-P(.li>    Ex-        ,    ,  ,,  ,    ■      ■.  ■■,.,.,■ 

puiBioD  Fuse  Block     slate,  msrhlc,  or  porcelain  bases ;  and  all  metallic 
fittings  employed  in  making  electrical  contacts 
must  have  sufficient  cross  section  to  insure  mechanical  stiffness  and 
carrying  capacity. 

For  higher  voltage  circuits  used  in  alternating  current,  the 
open  fuse  has  the  same  objections  as  for  direct  current  and  in  a 
more  marked  degree.  The  completely  enclosed  fuse  is  also  found 
unsatisfactory.    It  has,  therefore,  been  necessary  to  adopt  a  differ- 
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ent  principle  of  operation  for  these  fuses.  The  link  of  metsl  used 
for  the  fuse  is  enclosed  in  a  tube  which  has  an  enlarged  section  at 
one  end  and  is  open  at  the  other  end.  The  reduced  section  of  the 
fuse  is  placed  so  as  to  come  within  the  enlarged  section,  or  explosion 
chamber  of  the  tube.  When  the  fuse  is  ruptured,  gases  form  in 
the  explosion  chamber  which  blow  out  through  the  tube,  thus  open- 
ing the  circuit  quickly  and  effectively. 

As  a  general  proposition,  fuses  of  any  kind  are  superfluous  or 
undesirable  where  the  conditions  warrant  the  use  of  automatic 
circuit  breakers,  as  in  power  houses,  sub-stations,  and  factories. 
The  conditions  which  should  be  met  in  the  manufacture  of  a  good 
fuse  are  as  follows : 

(1)  They  should  melt  at  a  definite  current. 

(2)  The  melting  point  should  not  change  due  to  time,  current, 
heating,  or  any  reasonable  service  conditions. 

(3)  They  should  act  quickly  at  the  current  for  which  they  are 
marked. 

(4)  They  should  give  firm  and  lasting  contacts  with  the  ter- 
minal blocks  to  which  they  are  attached. 

While  the  above  conditions  are  hard  to  meet  and  perfect  fuses 
cannot  be  expected,  they  do  give  a  fair  degree  of  protection  and 
will  continue  to  be  used  for  many  classes  of  service. 


ELECTRICAL  RESISTANCE 

Among  the  most  important  tests  which  it  is  necessary  to  make 
in  connection  with  dynamo-electric  machinery  are  those  for  resist- 
ance. There  are  two  principal  classes  of  resistance  tests  that  must 
be  made  in  connection  with  generators  and  motors :  first,  the  resist- 
ance of  the  wires  or  conductors  themselves,  called  the  metallic 
resistance ;  and  second,  the  resistance  of  the  insulation  of  the  wires, 
known  as  the  insulation  resistance.  The  latter  should  always  be  as 
high  as  possible,  because  a  low  insulation  resistance  not  only  allows 
current  to  leak,  but  also  causes  *' bum-outs"  and  other  accidents. 
Metallic  resistance,  such,  for  example,  as  the  resistance  of  the 
armature  or  field  coils,  is  commonly  tested  either  by  the  Wheat- 
stone  bridge  or  by  the  *'drop''  (fall-of -potential)  method. 
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MeUlllc  Resistance 

Wheatstone  Bridge  Method.  The  Wheatstone  bridge  is  sim- 
ply a  number  of  branch  circuits  connected  as  indicated  in  Fig.  73. 
A,  B,  and  C  are  resistances  the 
values  of  which  are  known.  X 
is  the  resistance  which  is  being 
measured.  0  is  a  galvanometer, 
8  its  key,  afld  £  is  a  battery  of 
one  or  two  cells  controlled  by  a 
key  K,  all  being  connected  as 
shown.  The  resistance  C  is 
varied  until  the  galvanometer 
shows  no  deflection  when  the 
keys  K  and  S  are  closed  in  the 
order  named.  If  the  key  S 
should  be  closed  before  K,  or  at  the  same  moment,  the  inductive 
effect  might  produce  a  pronounced  deflection  of  the  galvanometer 
^  needle,  and  thus  probably  cause  eon- 

fusion.  The  value  of  the  resistance  X 
is  then  found  by  multiplying  together 
resistances  C  and  B,  and  dividing  by 
A;  that  is, 

^    CB 


Wbealstone  Bridge  Diagram 


Fig.   7*.      Portable   Wheatst. 
Urlrtgo 
Covrtctn  0/  Roller -Smith  Comj 


Portable  Bridge.  A  very  con- 
venient form  of  this  apparatus  is 
what  is  known  as  the  portable  bridge, 
Fig.  74.  This  consists  of  a  plug  re- 
sistauce  box  of  the  decade  type,  cor- 
responding to  C  of  Fig.  73 ;  the  ratio 
coils  corresponding  to  A  and  B  of  Fig.  73,  four  of  these  coUb  being 
multipliers  and  four  dividers,  giving  a  theoretical  range  from 
.001  ohms  to  over  11  megohms;  sensitive  galvanometer,  battery, 
keys,  etc.  The  resistance  coils  are  of  zero  temperature  coefficient 
and  are  noninductively  wound.  For  the  method  of  operation,  the 
reader  is  referred  to  the  article  on  Electrical  Measurements.  The 
Wheatstone   bridge  may  be   used   for  testing  the   resistances  of 
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almost  any  field  coils  that  are  found  in  practice.  In  measuring 
field  resistances  with  the  bridge,  care  must  be  taken  to  wait  a  con- 
siderable time  after  pressing  the  battery  key,  before  pressing  the 
galvanometer  key,  in  order  to  allow  time  for  the  self-induction  of 
the  magnets  to  disappear. 

Where  the  resistance  of  a  generator  armature,  say,  is  too  high 
for  accurate  bridge  measurements,  recourse  may  be  had  to  an 
ohmmeter,  or  a  bridge  megger,  both  instruments  of  which  are 
described  in  the  article  on  Electrical  Measurements.  The  method 
described  in  the  following  paragraph  is  also  available. 

Drop,  or  Fall-of-Potential,  Method.  The  fall-of-potential 
method  is  well  adapted  for  locating  faults  quickly  and  for  testing 
the  armature  resistance  of  most  generators  and  motors,  or  the 
resistance  of  contact  between  commutator  and  brushes,  or  other 
resistances  which  are  usually  only  a  few  hundredths  or  even  thou- 
sandths of  an  ohm.  This  method  consists  in  passing  a  current 
through  the  armature  and  connections  and  a  known  resistance  of 
say  1/100  ohm,  all  connected  in  series,  as  represented  in  Fig.  75. 
The  **drop''  or  fall-of-potential  in  the  armature  and  that  in  the 
known  resistance  are  compared  by  connecting  a  voltmeter  first  to 
the  terminals  of  the  known  resistance  (marked  1  and  -2),  and  then 
to  various  other  points  on  the  circuit,  as  indicated  by  the  dotted 
voltmeter  terminals  at  M,  N,  0,  Q,  R,  and  S,  so  as  to  include  suc- 
cessively each  part  to  be  tested.  The  deflections  in  all  eases  are 
directly  proportional  to  the  resistances  included  between  the  points 
touched  by  the  terminals.  The  current  needed  depends  upon  the 
resistance  of  the  circuit  and  the  sensitiveness  of  the  voltmeter. 
A  resistance  is  used  for  limiting  the  current,  which  may  be  obtained 
from  an  ordinary  110-  or  220-volt  source  of  d.c.  supply. 

Instead  of  using  a  known  resistance,  an  ammeter  may  be 
inserted  in  series  with  the  resistance  to  be  tested,  the  latter  being 
then  determined  by  Ohm's  law,  viz.,  If  E  is  the  voltmeter  deflection 
and  I  represents  the  amperes  flowing,  the  resistance  of  the  part 
under  test  is 

A  ** station"  or  a  portable  voltmeter  may  be  used  for  the 
readings,  and  its  terminals  may  be  held  in  the  hands,  or  they  may 
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be  conveniently  arranged  to  project  from  an  insulating  handle  like 
a  two-pronged  fork.  Usually  10  to  100  amperes  and  a  low-reading 
voltmeter  are  needed  for  low  resistances. 

It  is  well  to  start  with  a  small  testing  current,  increasing  it 
until  a  good  deflection  is  obtained  on  the  voltmeter.  If  a  current 
of  several  amperes  cannot  be  had,  a  few  cells  of  storage  battery  or 
some  strong  primary  battery  can  be  used  with  a  galvanometer  or 
low-reading  voltmeter. 

The  diagram  indicates  the  testing  of  a  machine  with  series 
fields.  Shunt  fields,  on  account  of  their  high  resistance,  may  be 
tested  by  the  bridge  method,  or  by  voltmeter  and  ammeter  read- 
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Fig.  75.     Wiring  Diagram  for  "  Drop  "  Method  of  Testing  Armature  Resistance 

ings;  while  the  armature  can  b^  tested,  as  in  Fig.  75.  Of  course 
it  must  not  be  allowed  to  revolve  while  its  resistance  is  being  tested. 
The  drop  method  of  testing  is  also  very  useful  in  locating 
any  fault.  The  two  wires  leading  from  the  voltmeter  are  applied 
to  any  two  points  of  the  circuit,  as  indicated  by  the  dotted  lines. 
Fig.  75 — for  instance,  to  two  adjacent  commutator  segments,  or  to 
a  brush  tip  and  the  commutator ;  any  break  or  poor  contact  will  be 
indicated  immediately  by  the  deflection  being  larger  than  at  some 
other  similar  part.  This  shows  that  the  fault  is  between  the  two 
points  to  which  the  wires  are  applied.  Thus,  by  moving  these  along 
on  the  circuit,  the  exact  location  of  any  irregularity,  such  as  a  bad 
contact,  short  circuit,  or  extra  resistance,  can  be  found. 
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Insulation  Resistance 

The  insulation  resistance  of  a  generator  or  motor,  that  is,  the 
resistance  between  its  conductors  and  its  frame,  should  be  suflB- 
ciently  high  so  that  not  more  than  one-millionth  of  its  rated  current 
will  pass  through  it  at  normal  voltage.  Any  value  over  one  megohm 
in  such  cases  is  usually  high  enough.  It  is  therefore  beyond  the 
range  of  ordinary  Wheatstone  bridge  tests ;  but  two  good  methods 
are  applicable,  the  ** direct-deflection"  method  and  the  voltmeter 
method. 

Direct-Deflection  Method.  The  direct-deflection  method  is 
carried  out  by  connecting  a  sensitive  galvanometer,  such  as  a 
Thomson  high-resistance  reflecting  galvanometer,  in  series  with  a 
known  high  resistance,  usually  a  100,000-ohm  rheostat,  a  battery, 


Ca/va/7ome/er 


Ba/fery 


Fig.  76.    Wiring  Diagram  for  Direct-Deflection  Method 

and  keys,  as  shown  in  Fig.  76.  The  galvanometer  should  be  shunted 
with  the  1/999  coil  of  the  shunt,  so  that  only  1/1000  of  the  current 
passes  through  the  galvanometer,  the  machine  being  entirely  dis- 
connected. The  keys  A  and  B  are  closed  and  the  steady  deflection 
noted.  It  is  well  to  use  but  one  cell  of  the  battery  at  first,  and 
then  increase  the  number,  if  necessary,  until  a  considerable  deflec- 
tion is  obtained.  The  circuit  is  then  opened  at  the  key  B  and  con- 
nected by  wires  to  the  binding  post  or  commutator  and  to  the 
frame  or  iJhaft  of  the  machine,  as  indicated  by  dotted  lines,  so  that 
the  machine  insulation  resistance  is  included  directly  in  the  circuit 
with  the  galvanometer  and  the  battery.  The  key  A  is  then  dosed 
and  the  deflection  noted.  Probably  there  will  be  little  or  no  deflec- 
tion on  account  of  the  high  insulation  resistance ;  and  the  shunt  is 
changed  to  1/99,  1/9,  or  left  out  entirely,  if  little  deflection  is 
obtained.  In  changing  the  shunt,  the  key  should  always  be  open; 
otherwise  the  full  current  is  thrown  on  the  galvanometer.  The 
insulation  is  then  calculated  by  the  formula : 


,  J 
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Insulatioa  resistance  =     -7— 


in  which  D  is  the  first  deflection  without  the  machine  connected ; 
d  is  the  deflection  with  the  machine  insulation  in  the  circuit ;  B  is 
the  known  high  resistance ;  and  S  is  the  ratio  of  the  shunted  current 
through  the  galvanometer.  1£  the  shunt  is  1/999  in  the  first  test, 
and  1/9  in  the  second,  S  is  100.  If  the  shunt  is  disconnected  en- 
tirely in  the  second  test,  S  is  1000,  It  is  safer  to  leave  the  high 
resistance  in  circuit  in  the  second  test  to  protect  the  galvanometer 
in  ease  the  insulation  resistance  is  low.  Therefore  this  resistance 
must  be  subtracted  from  the  result  to  obtain  the  insulation  of  the 
machine  itself. 

By  the  above  method  it  is  possible  to  measure  100  megohms  or 
even  more.  The  wires  and  connections  shoiild  be  carefully 
arranged  to  avoid  any  possibility  of  contact  or  leakage  which  would 
spoil  the  test.  If  no  deflection  is  obtained,  place  one  finger  on  the 
frame  and  one  on  the 
binding  post  of  the  ma- 
chine, which  makes  ' 
enough  leakage  to  affect 
the  galvanometer  and 
show  that  the  connec- 
tions are  right,  thus 
proving  that  any  poor 
insulation  will  be  indi- 
cated, if  it  exists. 

Voltmeter  Hethod. 
The  voltmeter  test  for 
insulation  resistance  re- 
quires a  sensitive  high- 
resistance  voltmeter. 
Take,  for  example,  the 
150- volt  instrument.  Pig. 

77,  which  usually  has  about  a  15,000-ohm  resistance.     (A  certifi- 
cate of  the  exact  resistance  is  pasted  inside  each  ci     .)     Apply  it. 
to  some  circuit  or  battery  and  measure  the  volU     t.    1        abt 
be  as  high  as  possible,  aay  100  volta.    The  uwala' 
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the  machine  is  then  jconnected  into  the  circuit,  as  indicated  in 
Pig.  78.  The  deflection  of  the  voltmeter  is  less  than  before,  in 
proportion  to  the  value  of  the  insulation  resistance.  The  insula- 
tion is  then  found  by  the  equation : 

DR 

Insulation  resistance  =  —7 —  R 

a 

in  which  D  is  the  first  deflection;  d  is  the  second  deflection;  and 
R  is  the  resistance  of  the  voltmeter.  If  the  circuit  is  100  volts,  D  is 
100;  and  if  d,  the  deflection  through  the  insulation  resistance  of 
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Fig.  78.     Wiring  Diagram  for  Insulation  Test  by  Voltmeter  Method 

the  machine,  is  1  division,  the  insulation  is  1,485,000  ohms.  Perma- 
nent marks  indicating  amounts  of  insulation  may  be  put  on  the 
voltmeter  scale.  When  making  measurements,  the  voltage  should 
be  the  same  as  that  employed  in  preparing  this  scale,  say  115  volts. 
To  calculate  the  scale  use  the  formula 


(2= 


115  g 


in  which  X  is  the  insulation  resistance  (1  megohm,  \  megohm, 
etc.) ;  and  d  is  the  number  of  volts,  opposite  which  the  correspond- 
ing graduation  is  to  be  placed  to  form  the  new  scale.  This  method 
does  not  test  exceedingly  high  resistances ;  but  if  little  or  no  deflec- 
tion is  obtained  through  the  insulation  resistance,  it  shows  that  the  ' 
latter  is  at  least  several  megohms — which  is  high  enough  for  most 
practical  purposes. 

Magneto-Electric  Bell.  The  ordinary  magneto-electric  bell 
may  be  used  to  test  insulation  by  simply  connecting  one  terminal 
to  the  binding-post  of  the  machine  and  the  other  to  the  frame  or 
shaft.     A  magneto  bell  is  rated  to  ring  with   10,000  to  30,000 
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ohms  in  series  with  itj  and  if  it  does  not  ring,  it  shows  that  the  in- 
sulation is  more  than  that  amount.  This  limit  is  altogether  too  low 
for  proper  insulation  in  any  ease,  and  therefore  this  test  is  rough, 
and  really  shows  only  whether  or  not  the  insulation  is  very  poor  or 
the  machine  practically  grounded. 

The  magneto  is  also  used  for  ** continuity"  tests,  to  determine 
whether  a  circuit  is  complete,  by  simply  connecting  the  two  ter- 
minals of  the  magneto  to  those  of  the  circuit.  If  the  bell  can  be 
rung,  it  shows  that  the  circuit  is  complete;  if  not,  it  indicates  a 
break.  An  ordinary  electric  bell  and  cell  of  battery  can  be  used  in 
place  of  the  magneto. 

DIELECTRIC  STRENGTH  TESTS 

The  above  methods  of  determining  insulation  are  given  in 
some  detail,  since  they  give  a  means  of  testing  which  can  be  applied 
almost  any  place.  However,  the  ohmic  resistance  of  any  insula- 
tion is  not  of  first  importance.  The  dielectric  strength,  that  is, 
the  resistance  to  actual  rupture  by  high  voltage  current,  is  con- 
sidered as  much  more  important.  In  making  such  tests,  the  high 
voltage  should  be  applied  between  every  circuit  of  the  apparatus 
and  every  other  circuit,  and  between  every  circuit  and  the  material 
of  the  machine  itself. 

Test  Voltages  for  Different  Sized  Machines.  The  rules  of 
the  American  Institute  of  Electrical  Engineers  recommend  that 
the  proper  voltage  to  be  used  for  testing  machines  in  general  shall 
be  twice  the  normal  voltage  of  the  circuit  to  which  they  are  con- 
nected, plus  1000  volts.    There  are  a  few  exceptions. 

Conditions  of  Test.  The  machine  should  be  tested  with  an 
alternating  voltiage  of  a  virtual  value  (the  ordinary  a.  c.  voltmeter 
gives  this  value  very  closely),  as  given  above.  The  frequency 
is  not  important  on  direct-current  apparatus  or  on  alternating- 
current  apparatus  of  small  capacity.  However,  on  large  a.c. 
machines  the  frequency  should  be  the  same  as  the  normal  fre- 
quency at  which  the  machine  is  to  operate. 

Before  being  given  high  potential  tests,  all  machines  Id 

be  completely  assembled,  should  be  clean  and  in  good  : 
condition,  and  should  be  at  a  temperature  cor 
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load  on  the  machine.  The  rules  of  the  A.  I.  E.  E.  specify  that  the 
high-potential  tests  shall  ordinarily  be  made  in  the  factory  of  the 
manufacturer.  A  number  of  other  rules  are  given  in  regard  to 
** methods  of  testing*',  ** methods  of  measuring  the  test  voltage'', 
and  ** apparatus  for  supplying  the  test  voltage''.  These  rules  are 
followed  almost  universally  in  the  United  States  today,  as  are  the 
other  rules  of  the  A.  I.  E.  E. 

VOLTAGE 

Voltmeter.  An  instrument  used  to  measure  the  pressure  or 
voltage  of  a  circuit  is  called  a  voltmeter,  Fig.  77.  It  is  usually  a 
galvanometer  of  practically  constant  resistance.  The  moving  ele- 
ment carries  a  pointer  which  moves  over  a  graduated  scale.  This 
scale  is  marked  directly  in  volts  or  millivolts.  A  voltmeter  should 
have  a  very  high  resistance  in  order  that  the  indications  may  always 
be  accurate  and  that  the  instrument  may  take  as  little  current  as 
possible.  It  should  be  shielded  so  that  it  will  not  be  affected  by 
stray  fields  due  to  magnets  or  currents  flowing  in  conductors  close 
to  the  instrument. 

Test  Method.  The  voltage  of  any  machine  or  circuit  is 
tested  by  merely  connecting  the  two  terminals  of  the  voltmeter  to 
the  two  terminals  or  conductors  of  the  machine  or  circuit.  To  get 
the  external  voltage  of  a  generator  or  motor,  the  voltmeter  is 
usually  applied  to  the  two  main  terminals  or  brushes  of  the 
machine.  This  external  voltage  is  what  a  generator  supplies  to  the 
circuit.  It  is  also  called  the  difference  of  potential,  or  terminal 
voltage,  and  is  the  actual  figure  upon  w^hich  calculations  of  the 
efficiency,  capacity,  etc.,  of  any  machine  are  based. 

A  generator  for  constant-potential  circuits  should,  of  course, 
give  as  nearly  as  possible  a  constant  voltage.  A  plain  shunt 
machine  usually  falls  from  5  to  15  per  cent  in  voltage  when  its 
current  is  varied  from  zero  to  full  load.  This  is  due  to  the  i.  r. 
drop  caused  by  the  resistance  of  the  armature  circuit,  which,  in 
turn,  weakens  the  field  current  and  magnetism.  Armature  reaction 
usually  occurs  also,  and  still  further  lowers  the  external  voltage. 
This  variation  is  undesirable,  and  is  usually  avoided  by  regulating 
the  field  magnetism   (varying  the  resistance  in  the  field  circuit; 
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or  by  the  use  of  compound-wound  generators.  Compoundrwound 
generators  may  be  designed  to  give  practically  constant  voltage 
from  no  load  to  full  load,  or  they  may  be  designed  to  rise  any  de- 
sired percentage  of  ** over-compounding"  from  no  load  to  full  load. 

CURRENT 

Instruments  for  measuring  current  are  called  ** ammeters". 
These  instruments  are  built  on  the  same  general  principle  as  a 
voltmeter,  except  that  the  main  line  current  or  a  shunted  part  of  it 
passes  through  the  instrument. 

Ammeter  Always  Connected  in  Series  with  Line.  In  testing 
the  current  of  a  generator  or  motor,  it  is  necessary  only  to  connect 
an  ammeter  of  the  proper  range  in  series  with  the  machine  to  be 
tested,  so  that  the  whole  current  passes  through  the  instrument  or 
its  shunt.  To  test  the  current  in  the  armature  or  the  field  alone, 
the  ammeter  is  connected  in  series  with  the  particular  part.  To 
avoid  mistakes  in  the  case  of  a  shunt-wound  generator,  it  is  well  to 
open  the  external  circuit  entirely  in  testing  the  current  used  in  the 
field  coils ;  for  the  same  reason  the  brushes  of  a  shunt  motor  should 
be  raised  before  testing  the  current  taken  by  the  field.*  In  a 
constant-current,  or  series-wound,  machine  the  same  current  flows 
through  all  parts  as  well  as  through  the  circuit ;  consequently  the 
measurement  of  current  is  very  simple. 

If  an  ammeter  cannot  he  had,  current  can  he  measured  by 
inserting  a  known  resistance  in  the  circuit  and  measuring  the  dif- 
ference of  potential  between  its  ends.  The  volts  thus  indicated, 
divided  by  the  resistance  in  ohms,  give  the  number  of  amperes 
flowing.  If  a  known  resistance  is  not  at  hand,  the  resistance  of  a 
part  of  the  wire  forming  the  circuit  can  be  calculated  from  its 
diameter  measured  with  a  screw  caliper  or  a  wire  gage,  by  referring 
to  any  of  the  tables  of  resistances  of  wires ;  or  the  resistance  CMi  be 
measured  by  a  Wheatstone  bridge.  Pig.  74. 

The  above  methods  will  seldom  be  found  necessary  in  modem 
plants  of  any  kind,  since  good  portable  ammeters  are  now  so  cheap 
as  to  be  included  in  the  equipment  of  nearly  all  such  plants.    In 

*  These  instructions  are  to  be  followed  when  only  one  ammeter  is  to  be  bad ; 
otherwise  one  could  be  placed  in  the  field  circuit  and  another  in  the  circuit  from 
the  starting  box  to  the  independent  armature  terminal. 
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many  industrial  plants,  especially  those  using  alternating  current, 
it  is  the  practice  to  put  an  ammeter  on  each  motor  circuit  perma- 
nently. In  central  stations  all  machines  and  most  feeder  circuits 
are  provided  with  ammeters  for  reading  the  line  current. 

Water  Box  for  Testing  Generators.  In  testing  a  generator 
at  full  load  it  is  often  difficult  to  find  a  means  of  disposing  of  the 
current  generated.  Any  metallic  resistance  designed  to  absorb 
the  entire  output  of  a  large  generator  would  be  out  of  the  question 
because  of  the  expense.  If  there  is  no  way  to  absorb  the  power  by 
connecting  the  machine  to  actually  loaded  distributing  lines,  a 
water  box  forms  the  cheapest  means.    The  size  of  the  box  will,  of 
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Fig.  70.     Wiring  Diagram  for  "  Pump  Back  "  Testing  Method  with  Mechanical 

LoKS  Supply 

course,  depend  upon  the  size  of  the  machine  to  be  tested.  For 
machines  of  medium  size  a  tub,  barrel,  or  hogshead  may  be  used. 
This  is  filled  with  water,  and  salt  or  common  baking  soda  added 
until  the  proper  current  is  obtained  when  the  terminals  are  lowered 
into  it.  These  terminals  are  usually  two  plates  of  iron  to  which 
the  main  conductors  are  attached.  This  arrangement  allows  the 
current  to  be  varied  by  raising  and  lowering  the  plates,  by  adjust- 
ing the  distance  between  plates,  or  by  changing  the  strength  of  the 
solution.  Alternating-current  generators,  when  tested  in  this  way, 
will  require  two,  three,  or  four  plates,  depending  on  whether  they 
are  single-phase,  three-phases  or  two-phase. 

**Pump   Back''   Method.     In   some   cases,   w^here   duplicate 
machines  are  to  be  tested,  another  method  is  available.    The  two 
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course,  depend  upon  the  size  of  the  machine  to  be  tested.  For 
machines  of  medium  size  a  tub,  barrel,  or  hogshead  may  be  used. 
This  is  filled  with  water,  and  salt  or  common  baking  soda  added 
until  the  proper  current  is  obtained  when  the  terminals  are  lowered 
into  it.  These  terminals  are  usually  two  plates  of  iron  to  which 
the  main  conductors  are  attached.  This  arrangement  allows  the 
current  to  be  varied  by  raising  and  lowering  the  plates,  by  adjust- 
ing the  distance  between  plates,  or  by  changing  the  strength  of  the 
solution.  Alternating-current  generators,  when  tested  in  this  way, 
will  require  two,  three,  or  four  plates,  depending  on  whether  they 
are  single-phase,  three-phase,  or  two-phase. 

**Pump   Back''   Method.     In   some   cases,   where   duplicate 
machines  are  to  be  tested,  another  method  is  available.    The  two 
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machines  are  connected  together  both  electrically  and  mechanically. 
Thus  one  machine,  acting  as  a  motor,  drives  the  second  machine 
mechanically;  while  the  second  machine,  acting  as  a  generator, 
drives  the  first  machine  electrically.  Of  course  such  a  combination 
must  be  supplied  with  some  other  power  to  furnish  the  losses  in 
the  two  machines.  This  can  be  done  by  belting  another  motor, 
operated  from  an  outside  source,  to  the  two  machines  in  test,  Pig.  79. 


/■/? 


W/iTCR    BOX 


Fig.  80.     Wiring  Diagram  for  "  Pump  Back  "  Testing  Method  with  Electrical 

Loss  Supply 

This  auxiliary  motor  may  be  comparatively  small  since  it  supplies 
the  losses  only.  With  such  an  arrangement,  one  of  the  machines  can 
be  given  full  load  and  tested  completely  without  the  use  of  water 
boxes  and  without  requiring  a  large  amount  of  power  to  operate  it. 

In  another  of  the  **pump  back''  methods,  there  is  an  electrical 
loss  supply  instead  of  a  mechanical  loss  supply.  Fig.  80  shows  the 
method  of  wiring  the  machines  for  such  a  test. 

Similar  methods  may  be  employed  for  testing  duplicate  a.  c. 
machines.  Modification  will  have  to  be  made,  of  course,  to  take 
care  of  the  difference  in  the  character  of  the  current. 


SPEED 


Speed  Counter.  Speed  is  usually  measured  by  the  well-known 
speed  counter,  Fig.  81,  consisting  of  a  small  spindle  which  turns  a 
wheel  one  tooth  each  time  it  revolves.    The  point  of  the  spindle  is 
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held  against  the  center  of  the  shaft  of  the  generator  or  motor  for  a 
certain  time,  aay  one  minute  or  one-half  minute,  and  the  number  of 
revolutions  is  read  off  from  the  position  of  the  wheel. 


Fig.  SI.  Typical  Speed  CouDter 
Tachometer.  Another  instrument  for  testing  the  number  of 
revolutions  per  minute  is  the  tachometer.  The  stationary  form  of 
this  instrument  is  shown  in  Pig. 
82.  It  must  be  belted  by  a  string, 
tape,  or  light  leather  belt  to  the 
machine,  the  speed  of  which  is  to 
be  tested.  If  the  sizes  of  the  pul- 
leys are  not  the  same,  their  speeds 
are  inversely  proportional  to  their 
diameters.  The  portable  form  of 
this  instrument,  Fig.  83,  is  applied 
directly  to  the  end  of  the  shaft 
of  the  machine,  like  the  speed 
counter,  a  sliding  gear  shifter 
providing  the  required  range  of 
speeds.  These  instruments  pos- 
sess the  great  advantage  over  the 
speed  counter  that  tbey  instantly 
point  on  the  dial  to  the  proper 
speed,  and  they  do  not  require  to 
be  timed  for  a  certain  period. 

Electric  Tachometer.  Another 
instrument  which  gives  a  direct 
reading  of  revolutions  per  minute 
is  the  electric  tachometer.  Thia 
instrument  consists  of  a  small  generator,  which  is  driven  by 
the  revolving  shaft,  and  a   voltmeter  connected   across  the  ter- 
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minals  of  this  generator.  The  design  is  such  that  the  voltage  of 
the  generator  ia  proportional  to  its  speed.  The  voltmeter  is  cali- 
brated in  revolutions  per  minute  and  is,  therefore,  a  direct-reading 
tachometer. 

A  simple  way  to  test  the  speed  of  a  belted  machine  in  revolu- 
tions per  minute  is  to  make  a  large  black  or  white  mark  on  the 
belt  and  note  how  many  times  the  mark 
passes  per  minute;  the  length  of  the  belt 
divided  by  the  circumference  of  the  pulley 
gives  the  number  of  revolutions  of  the  pul- 
ley for  each  time  the  mark  passes.  The 
number  of  revolutions  of  the  pulley  to  one 
of  the  belt  can  also  be  easily  determined  by 
slowly  turning  the  pulley  or  pulling  the  belt 
until  the  latter  makes  one  complete  trip 
around,  at  the  same  time  counting  the  revo- 
lutions of  the  pulley.  If  the  machine  has  ^«-  ^^-  ^t""  ^'='"""- 
no  belt,  it  can  be  supplied  with  one  tern-  *^'""'"*t.^[^''"*"  ^" 
porarily  for  the  purpose  of  the  test,  a  piece 

of  tape  with  a  knot  or  an  ink  mark  being  sufficient.  Care  should 
be  taken  in  all  these  tests  of  speed  with  belts  not  to  allow  any 
slip;  for  example,  in  the  case  of  the  tape  belt  just  referred  to, 
this  belt  should  pass  around  the  pulley  of  the  machine  and  some 
light  wheel  of  wood  or  metal  which  turns  so  easily  as  not  to  cause 
any  slip  of  the  belt  on  the  pulley  of  the  machine.  The  belt  should 
not  have  much  elasticity  like  a  rubber  band,  as  it  would  give  an 
incorrect  result. 

TORQUE 

Prooy  Brake.  Torque,  or  pull,  is  measured  in  the  case  of  a 
motor  by  the  use  of  a  Prony  or  strap  brake.  The  former  consists  of 
a  lever  LL  of  wood,  clamped  on  the  pulley  of  the  machine  to  be 
tested,  as  indicated  in  Fig,  84.  The  pressure  of  the  screws  S8  in 
then  adjusted  by  the  wing-nuts  until  the  friction  of  the  clamp  on 
the  pulley  is  sufficient  to  cause  the  motor  to  take  a  given  current, 
and  the  speed  is  then  noted.  Usually,  the  maximum  torque  or  pull 
is  the  most  important  to  test ;  and  this  is  obtained  in  the  case  of  a 
constant-potential  motor  by  tightening  the  screws  jS  3  until  the 
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motor  draws  its  full  current,  as  indicated  by  an  ammeter.  The  full- 
load  current  is  usually  marked  on  tlie  name  plate  of  the  motor.  If 
it  is  not  knoMTi,  the  following  formulas  may  be  used : 


^ 


fp  fp 


or 


m 


Fig.  84.     Diagram  of  Prony  Brake 


For  d.  c.  motors : 

Current  = 


h.p.  X  746 


Volts  X  EflBciency 

For  single  phase  a.  c.  motors : 

h.p.  X  746 


Current  = 


Volts  X  Efficiency  x  Power  Factor 


For  three-phase  a. c.  motors: 
Current  = 


h.p.  X  746 


Volts  X  Efficiency  x  Power  Factor  x  1.73 

For  two-phase  a.  c.  motors : 

h.p.  X  746 


Current  = 


Volts  X  Efficiency  x  Power  Factor  x  2 


The  efficiency  and  the  power  factor  in  these  formulas  should 
always  be  expressed  as  decimals.  When  the  rating  is  given  in 
kw.,  instead  of  h.p.,  this  rating  multiplied  by  1000  should  be  sub- 
stituted instead  of  h.  p.  x  746. 

The  torque  or  pull  is  measured  by  known  weights  or,  more 
conveniently,  by  a  spring  balance  P,  If  desired,  the  test  may  also 
be  made  at  three-quarters,  one-half,  or  any  other  fraction  of  the 
full-load  current. 

The  torque  in  foot-pounds,  which  should  be  obtained,  can  also 
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be  calculated  from  the  power  at  which  the  machine  is  rated,  by  the 

formula : 

^  h.p.  X  33,000 

Torque  =:     '^^^^^ 

or 

h.p.  X  33,000 


P  = 


27rrx>S 


in  which  h.  p.  is  the  horsepower  of  the  machine  at  full  load,  and  S 
is  the  speed  of  the  machine  in  revolutions  per  minute  at  full  load. 
Torque  is  given  at  unit  radius,  commonly  pounds  at  one  foot.  The 
pull  at  any  other  radius  is  converted  into  torque  by  multiplying 
by  the  radius.  One  h.p.  produced  at  a  speed  of  1000  revolutions 
requires  a  pull  of  5.25  pounds  at  the  end  of  a  1-foot  lever ;  at  500 
revolutions,  twice  as  much ;  at  2000  revolutions,  half  as  much ;  and 
so  on.    If  the  lever  is  4  feet,  the  pull  is  one-fourth  as  much,  etc. 

Torque  of  a  Generator.  The  torque  of  a  generator,  that  is, 
the  power  required  to  drive  it,  is  very  conveniently  determined  by 
operating  it  as  a  motor  and  testing  it  by  the  friction  brake,  as 
described  above,  the  torque  of  a  generator  being  practically  equal 
to  that  of  a  motor  under  similar  conditions. 


POWER 

Electrical  Power.  The  electrical  power  of  a  generator  or 
motor  is  found  by  testing  the  voltage  and  the  current  at  the  ter- 
minals of  the  machine,  as  already  described,  and  multiplying  the 
two  together,  which  gives  the  electrical  power  of  the  machine  in 
watts.*  Watts  are  converted  into  horsepower  by  dividing  by  746, 
and  into  kilowatts  by  dividing  by  1000. 

Mechanical  Power.  The  mechanical  power  of  a  generator 
or  motor,  that  is,  the  power  required  for  or  developed  by  it,  is 
found  by  multiplying  its  pull  by  its  speed  and  by  the  circumfer- 
ence on  which  the  pull  is  measured,  and  dividing  by  33,000.  That  is. 

Horsepower  = ^^^ 


3 


*  In  testing  an  alternating-current  machine,  a  wattmeter  should  be  employed 
instead  of  a  voltmeter  and  an  ammeter,  as  explained  later. 
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in  which  P  is  the  pull  in  pounds ;  S  is  the  speed  in  revolutions  per 
minute ;  and  R  is  the  radius  in  feet  at  which  P  is  measured. 


Efficiency 

Analysis  of  Definition.  The  efficiency  is  determined  in  the 
case  of  a  generator  by  dividing  the  electrical  power  generated  by  it 
by  the  mechanical  power  required  to  drive  it ;  that  is, 

T^^  .  -  -^         Electrical  power 

Efficiency  of  generator  =  ^tf — ^ = — r- 

Mechanical  power 

The  efficiency  of  a  motor  is  the  mechanical  power  developed 
by  it,  divided  by  the  electrical  power  supplied  to  it;  that  is, 

^^  .  -      ^        Mechanical  power 

Efficiency  of  motor  =  -T=n — -— : — ^    — 
•^  Electrical  power 

Efficiency  of  D.C.  Generators.  Outline  of  Method.  In  test- 
ing the  efficiency  of  d.  c.  generators  there  are  several  methods  which 
can  be  followed.  One  large  manufacturer  has  adopted  the  **  meas- 
urement of  losses'*  method,  and  it  is  probably  one  of  the  best  for 
machines  of  all  sizes.  In  this  method  the  following  quantities  are 
measured : 

Voltage  of  the  line 

Current  in  the  line 

Current  in  the  shunt  field 

Current  in  the  armature 

Current  in  the  series  field 

Current  in  the  series  field  shunt 

Resistance  of  the  brush  contact 

Resistance  of  the  shunt  field  (hot) 

Resistance  of  the  armature  (hot) 

Resistance  of  the  series  field  (hot) 

Resistance  of  the  series  field  shunt  (hot) 

Core  loss 

Brush  friction  loss 

Bearing  friction  loss 

Core-Loss  and  Friction  Test,  These  last  three  items  are  de- 
termined by  a  separate  test  in  the  following  manner:  Drive  the 
generator  by  a  small  motor,  say  10  per  cent  of  the  capacity  of  the 
generator.    Belt  drive  is  usually  satisfactory  but,  if  great  accuracy 
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is  necessary,  the  motor  should  be  direct-connected  to  the  generator. 
The  motor  should  not  have  to  carry  more  than  50  per  cent  of  its 
full-load  rating  with  maximum  field  strength  on  the  generator.  The 
motor  should  be  run  at  its  normal  speed  and  field  strength  as  nearly 
as  possible.  The  resistance  of  the  motor  armature  should  be  known. 
The  field  strength  must  be  kept  constant  at  about  normal  value. 
The  speed  of  the  motor  can  be  varied  by  changing  the  voltage 
across  its  armature.  The  motor  and  the  generator  should  be  run 
for  some  time  to  allow  all  friction  conditions  to  become  constant. 
Readings  should  be  obtained  as  follows : 

Input  to  the  motor  with  all  brushes  down  and  no  field  on  the  generator. 
Input  to  the  motor  with  all  brushes  raised  and  no  field  on  the  generator. 

(The  difference  in  the  above  gives  the  loss  in  brush  friction.) 

Input  to  the  motor  with  various  values  of  field  current  in  the  generator 
from  zero  up  to  such  a  value  as  will  give  voltage  considerably  above  normal. 

Input  to  the  motor  while  running  free  with  the  same  field  strength  as 
used  during  the  balance  of  the  test. 

The  speed  must  be  held  absolutely  constant  and  no  readings 
taken  when  the  speed  is  changing  in  either  direction.  It  is  readily 
seen  that  by  correcting  the  input  to  the  motor  to  allow  for  the  P  R 
loss  in  the  armature,  and  for  the  input  to  the  motor  with  no  field 
on  the  generator,  we  can  get  the  core  loss  at  the  different  field 
strengths. 

Final  Efficiency,  We  can  now  add  the  PR  losses  in  the 
different  sections  of  the  electric  circuits  to  the  core  loss  and  the 
friction  losses,  and  obtain  the  total  loss  in  the  generator.  The 
total  input  then  becomes: 

Wo         Wo 


E  = 


W^       TTo  +  L 


in  which  W^  is  watts  input ;  Wo  is  watts  output ;  L  is  total  loss  in 
watts;  and  E  is  efficiency. 

These  losses  might  have  values  somewhat  as  given  below  for  a 
20  kw.  generator : 
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Core  loss about  3% 

Bearing  friction  and  windage about  2%% 

Brush  friction   about  %% 

/222  losses about  2  to  4% 

This  would  mean  an  eflBeiency  of  about  91  or  92  per  cent.  The 
losses  given  above  can  be  further  divided,  but  such  division  is  not 
usually  necessary.  It  is  to  be  noted  that  there  are  in  practice 
additional  losses  called  **load  losses*',  very  difficult  to  measure. 
These  are  usually  about  1  or  2  per  cent.  The  method  described 
above  can  be  used  for  any  direct-current  machine. 

Efficiency  of  A.  C.  Oenerators.  For  a.  c.  machines  a  similar 
method  is  used,  but  in  addition  to  the  open-circuit  core  loss,  the 
core  loss  is  measured  with  the  armature  short-circuited  and  suffi- 
cient field  to  give  normal  armature  current.  The  total  losses 
obtained  are  added  to  the  output  to  obtain  the  input  the  same  as 
for  d.  c.  machines,  and  the  efficiencies  are  obtained  in  the  same  way. 

Efficiency  of  Motor-Oenerators  and  Converters.  The  effi- 
ciency of  a  motor-generator  or  ordinaiy  converter  is  very  easily 
determined  by  simply  measuring  the  input  and  output  in  watts 
(by  wattmeters  or  by  ammeters  and  voltmeters  for  direct  currents), 
and  dividing  the  latter  by  the  former.  These  electrical  methods  of 
testing  are  preferable  to  mechanical,  for  the  reason  that  the  volts 
and  the  amperes  can  be  easily  and  accurately  measured,  and  their 
product  gives  the  power  in  watts.*  Mechanical  measurements  of 
power  by  dynamometer  or  other  means  are  more  difficult,  and  not 
so  accurate,  but  brake  tests  give  good  practical  results. 

Measurement  of  Power  in  A.  C.  Circuits 

In  circuits  carrying  alternating  currents  and  having  some 
inductive  load  either  in  the  form  of  motors  or  arc  lamps  or  a  partly 
loaded  transformer,  etc.,  the  ordinary  method  of  determining  the 
power,  by  voltmeter  and  ammeter  measurements,  is  not  applicable, 
as  the  current  is  seldom  in  phase  with  the  e.  m.  f.  and,  therefore, 
the  product  volts  x  amperes  is  not  the  true  power. 

Indicating  Wattmeter  Method.  There  are  several  means  for 
determining  the  true  power  of  an  a.  c.  circuit,  the  simplest  being 
an  indicating  wattmeter.    A  wattmeter  is  an  electrodynamometer 

*  When  alternating-current  machinery  is  being  tested,  use  wattmeters. 
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provided  with  two  coils,  a  fixed  one  of  coarse  wire,  the  other  mov- 
able and  of  fine  wire.  This  movable  coil  is  connected  in  series 
with  a  large  nonlnductive  resistance,  so  that  the  time  constant  of 
the  fine-wire  circuit  is  extremely  small,  and  hence  its  impedance  is 
practically  equal  to  its  resist- 
ance ;  the  current  in,  and  the  re- 
sulting field  of,  the  fine-wire 
coil  win  under  these  conditions 
be  practically  in  phase  with  the 
potential  difference  across  its 
terminals.  The  field  produced 
by  the  coarse-wire  coil  is  di- 
rectly proportional  to  the  cur- 
rent flowing  through  it  at  any 
instant.  Hence,  the  couple  act- 
ing on  the  fine-wire  coil  is  proportional  at  a  given  instant  to 
the  product  of  these  two  fields ;  so  that  the  reading  of  the  instru- 
ment, which  depends  on  the  mean  value  of  the  couple,  will  be  pro- 
portional to  the  mean  power,  and,  by  providing  the  instrument 
with  the  proper  scale,  it  will  read  directly  in  watts. 

Single-Phase  Circuit,    In  Fig.  85,  A  B  represents  an  inductive 
load — say  of  a  single-phase  motor — of  which  the  power  input  is  to 


tMg.  85.     Wiring  Diagram  for  Determin- 
ing Input  by  Indicating  Wattmeter 
Method  in  Single-Phase  Circuit 


Motor 
Pig.  86.     Wiring  Diagram  for  Testing  Power  Input  in  Two-Phase  Circuit 

be  determined;  CZ>,  the  terminals  of  the  thick-wire  coil  (current- 
coil)  of  the  wattmeter;  and  EFy  the  voltage-  or  pressure-coil  ter- 
minals. When  connected  as  above  indicated,  the  wattmeter  in- 
dicates directly  in  watts  the  power  supplied. 

Two-Phase  Circuit,     In  the  case  of  a  two-phase  system,  where 
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the  two  circuits  are  independent,  the  power  may  be  measured  by 
placing  a  wattmeter  in  each  phase,  as  shown  in  Fig.  85,  and  adding 
the  two  readings.     If  the  motor  be  connected  up  as  shown  in 
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Pig.  87.     Power  Input  Diagram  for  Tbrec-Pbase  Circuit,  Star-Connected 

Fig,  86,*  where  A  B  forms  a  common  return,  the  wattmeters  are 
placed  as  indicated,  care  being  taken  to  place  the  current-coils  in 


Fig.  88.     Power  Input  Diagram  for  Three-Phaae  Circuit,  Delta-Connected 

the  outside  mains;  and  the  power  supplied  is  equal  to  the  sum  of 
tlie  two  wattmeter  readings. 


*  This  form  of  connection  Is  possible  only  when  tbe  generator  bas  two  ind^ 
pendent  windings,  one  for  each  phase. 


228 


MANAGEMENT  OP  DYNAMO-ELECTRIC  MACHINERY  107 

Three-Phase  Circuit.  The  power  of  a  balanced  or  unbalanced 
three-phase  system  can  be  determined  by  the  use  of  two  wattmeters 
connected  as  shown  in  Pigs.  87  and  88.  The  current-carrying 
coils  are  placed  in  series  with  two  of  the  wires  and  the  pressure 
coils,  respectively,  connected  be- 
tween these  two  mains  and  the 
third  wire.  The  algebraic  sum  of 
these  two  wattmeter  readings 
gives  the  true  power  supplied. 
When  the  power  factor  of  the 
system  is  less  than  .5,  one  of  the 
wattmeters  will  read  negatively. 
It  is  sometimes  difficult  to  deter- 
mine whether  the  smaller  readings 
are  negative  or  not.    If  in  doubt, 

give  the  wattmeter  a  separate  load  of  incandescent  lamps,  and 
make  the  connections  such  that  both  instruments  deflect  positively ; 
then  reconnect  them  to  the  load  to  be  maasured.    If  the  terminals 


Fig.  89.     Power  Input  Diagram  for  a 

Four- Wire  Tliree-Pliase  Circuit 

witli  One  Wattmeter 


Fig.   90.     Power  Input   Diagram   for  a    Threo-Pliase   Three-Wire  Circuit  with   One 

Wattmeter 

of  one  instrument  have  to  be  reversed,  the  readings  of  that  watt- 
meter are  negative. 

Balanced  Four-Wire   Three-Phase  Circuit.     To  measure  the 
power  of  a  balanced  four-wire  three-phase  system,  one  wattmeter 
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may  be  connected  as  shown  in  Fig.  89,  and  the  wattmeter  reading 
multiplied  by  3.  Usually,  however,  a  four-wire  three-phase  system 
is  unbalanced;  and  to  determine  the  power  supplied  under  tJiia 
condition,  three  wattmeters  should  be  employed,  one  for  each  phase 
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the  j)Owcr  supplied  being  equal  to  the  algebraic  sum  of  all  three 
readings. 

It  is  obvious  that  in  any  of  the  above  instances  one  watt- 
meter could  be  employed,  provided  the  necessary  switches  are  used. 
Assuming,  for  example,  the  three-phase  three-wire  case,  one  watt- 
meter would  require  switch  connections  as  shown  in  Fig.  90.    A 
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is  a  double-pole  switch  which,  when  thrown  to  the  left,  places  the 
current  coil  of  the  wattmeter  in  series  with  the  conductor  of  No.  I, 
and,  when  thrown  to  the  right,  places  it  in  series  with  No.  III. 
Similarly,  switch  B  changes  the  pressure  terminals  from  between 
machines  I  and  II  to  machines  III  and  II ;  while  switches  C  and  D 
are  short-circuiting  switches.  One  of  these  switches  is  closed  previous 
to  removing  the  current  coil  from  one  phase  to  the  other,  and  the 
other  one  is  opened  after  the  coil  is  in  the  position  indicated  in  the 
diagram. 

In  general  practice,  power  in  polyphase  circuits  is  measured 
by  polyphase  wattmeters.  Such  an  instrument  is  merely  a  com- 
bination of  two  or  three  single-phase  instruments.  Thus  for  two- 
phase  non-interconnected  systems,  two  single-phase  elements  are 
mounted  together  with  the  two  moving  elements  mounted  on  the 
same  shaft  and  carrying  one  pointer.  Thus  the  movement  of 
the  pointer  is  caused  by  the  combined  torque  of  the  two  elements 
and  the  indication  on  the  scale  is  equal  to  the  algebraic  sum  of 
the  two. 

Three  elements  could  be  combined  in  the  same  way  for  three- 
phase  four-wire  circuits.  In  practice  a  third  current  element  is 
customarily  added  to  the  usual  two  of  a  three-wire  instrument. 
This  third  coil  is  divided,  each  half  of  it  being  placed  so  as  to  act 
with  one  of  the  two  potential  coils.  This  arrangement  does  not  give 
an  absolutely  correct  indication,  but  the  error  is  so  small  that  it 
does  not  throw  the  indications  outside  the  limits  of  commercial 
accuracy. 

Instrument  Transformers.  In  a  great  many  cases  in  modem 
practice  it  is  necessary  to  use  instrument  transformers.  Where 
the  current  involved  is  more  than  200  or  300  amperes,  or  in  some 
cases  even  less,  the  instruments  can  not  be  made  to  carry  the  full 
amount  and  current  transformers  are  used  to  step  the  current 
down.  Tlie  secondary  current  is  usually  5  amperes.  Where  the 
voltage  is  more  than  1100,  both  current  and  potential  transformers 
are  usually  used,  even  for  small  currents,  since  it  is  not  safe  to 
bring  higli  voltage  directly  into  the  instrument.  Fig.  91  shows 
the  wiring  diagram  of  a  standard  central  station  switchboard  in 
which  the  instruments  are  operated  from  current  and  potential 
transformers. 
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LOCALIZATION  AND  REMEDY  OF  TROUBLES 

General  Plan.  The  promptness  and  ease  with  which  any 
accident  or  difficulty  with  electrical  machinery  can  be  dealt  with 
will  always  have  much  to  do  with  the  success  of  a  planti  A  list  of 
troubles,  symptoms,  and  remedies  for  the  various  types  and  sizes 
of  dynamos  and  motors  in  common  use  has  been  prepared  to  facili- 
tate the  detection  and  elimination  of  such  difficulties. 

It  is  evident  that  the  subject  is  somewhat  complicated  and  diffi- 
cult to  handle  in  a  general  way,  since  so  much  depends  upon  the 
particular  conditions  in  any  given  case,  every  one  of  which  must 
be  included  in  the  ** Table  of  Troubles*'  in  such  a  way  as  to  dis- 
tinguish it  from  all  tlie  others.  Nevertheless,  it  is  remarkable  how 
much  can  be  covered  by  a  systematic  statement  of  the  matter,  and 
nearly  all  cases  of  trouble  most  likely  to  occur  are  covered  by  the 
table,  so  that  the  detection  and  remedy  of  the  defect  will  result  from 
a  proper  application  of  the  rules  given. 

It  frequently  happens  that  a  trifling  oversight,  such  as  allow- 
ing a  wire  to  slip  out  of  a  terminal,  will  cause  as  much  annoyance 
and  delay  in  the  use  of  electrical  machinery  as  the  most  serious  acci- 
dent. Other  troubles,  equally  simple  but  not  so  easily  detected,  are 
of  frequent  occurrence. 

The  rules  are  made,  as  far  as  possible,  self-explanatory;  but  a 
statement  of  the  general  plan  followed  in  its  most  important  fea- 
tures will  facilitate  the  understanding  and  use  of  the  table. 

USE  OF  TABLE  OF  TROUBLES 

In  the  use  of  the  Table  of  Troubles  the  principal  object  should 
be  to  separate  clearly  the  various  causes  and  effects  from  one 
another.  A  careful  and  thorough  examination  should  first  be  made ; 
and,  as  far  as  possible,  one  should  be  perfectly  sure  of  the  facts, 
rather  than  attempt  to  guess  what  they  are  and  jump  at  conclu- 
sions. Of  course,  one  should  take  general  precautions  and  pre- 
ventive measures  before  any  troubles  occur,  if  possible,  rather  than 
wait  until  a  difficulty  has  arisen.  For  example,  one  should  see 
that  the  machine  is  not  overloaded  or  running  at  too  high  voltage, 
and  should  make  sure  that  there  is  oil  in  the  bearings.     Neglect 
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and  carelessness  with  any  machine  are  usually  and  deservedly  fol- 
lowed by  accidents  of  some  sort.  It  is  usually  wise  to  stop  the 
machine,  if  possible,  when  any  trouble  manifests  itself,  even  though 
it  does  not  seem  to  be  very  serious.  It  is  often  practically  impos- 
sible to  shut  down  altogether;  therefore  spare  apparatus  should 
always  be  ready.  The  continued  use  of  defective  machinery  is  a 
common  but  very  objectionable  practice. 

Classification  of  Troubles.  The  general  plan  of  the  table  is 
to  divide  all  troubles  that  may  occur  to  generators  or  motors  into 
ten  classes,  the  headings  of  which  are  the  ten  most  important  and 
obvious  bad  effects  produced  in  these  machines,  viz  : 

Table  of  Troubles 

I.     Sparking  at  Commutator 
II.     Heating  of  Commutator  and  Brushes 

III.  Heating  of  Armature 

IV.  Heating  of  Field  Magnets 
V.  '  Heating  of  Bearings 

VI.  Noisy  Operation 

VII.  Speed  Not  Right 

VIII.  Motor  Stops  or  Fails  to  Start 

IX.  Dynamo  Fails  to  Generate 

X.  Voltage  Not  Right 

Any  one  of  these  general  effects  is  evident,  even  to  the  casual 
observer,  and  still  more  so  to  any  person  making  a  careful  exami- 
nation; hence  nine- tenths  of  the  possible  cases  can  be  eliminated 
immediately. 

The  next  step  is  to  find  out  which  particular  one  of  the  eight 
or  ten  causes  in  this  class  is  responsible  for  the  trouble.  This 
requires  more  careful  examination,  but  nevertheless  can  be  done 
with  comparative  ease  in  most  cases.  One  cause  may  produce  two 
effects,  and,  vice  versa,  one  effect  may  be  produced  by  two  causes ; 
but  the  table  is  arranged  to  cover  this  fact  as  far  as  possible.  In 
a  complicated  or  diflBcult  case,  it  is  well  to  read  through  the  entire 
table  and  note  what  causes  can  possibly  apply.  Generally,  there 
will  not  be  more  than  two  or  three ;  and  the  particular  o  t  1 1 
picked  out  by  follow^ing  the  directions,  which  show  how  i 
may  be  distinguished  from  any  other. 
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I.     SPARKING    AT    COMMUTATOR 

This  is  one  of  the  most  common  of  troubles,  being  often  quite 
serious  because  it  bums  and  cuts  the  commutator  and  brushes,  at 
the  same  time  producing  heat  that  may  spread  to  and  injure  the 
armature  or  bearings.  Any  machine  having  a  commutator,  in- 
cluding practically  all  direct-current  and  some  alternating-current 
machines,  is  liable  to  have  this  trouble.  The  latter  usually  have  con- 
tinuous collecting  rings  not  likely  to  spark;  but  self -exciting  or 
composite-wound  alternators,  rotary  converters,  and  some  alter- 
nating-current motors  have  supplementary  direct-current  commu- 
tators. A  certain  amount  of  sparking  occurs  normally  in  most 
constant-current  dynamos  for  arc  lighting,  where  it  is  not  very 
objectionable,  since  the  machines  are  designed  to  stand  it  and  the 
current  is  small. 

Cause  1.  Armature  canning  too  much,  current.  This  is  due 
to  (a)  overload  (for  example,  too  many  lamps,  motors,  etc.,  fed  by 
generator,  or  too  much  mechanical  work  done  by  motor;  a  short 
circuit,  or  ground  on  the  line,  may  also  have  the  effect  of  over- 
loading a  generator)  ;  (b)  excessive  voltage  on  a  constant-potential 
circuit,  (or  excessive  amperes  on  a  constant-current  circuit).  In  the 
case  of  a  motor,  any  friction,  such  as  armature  striking  pole 
pieces,  or  shaft  not  turning  freely,  may  have  the  same  effect  as 
overload. 

Symptom.  Whole  armature  becomes  overheated,  and  belt  (if 
any)  becomes  very  tight  on  tension  side,  sometimes  squeaking  be- 
cause of  slipping  on  pulley.  Overload  due  to  friction  is  detected 
by  stopping  the  machine,  and  then  turning  it  slowly.  (See  V 
and  VI,  2.) 

Remedy,  (a)  Reduce  the  load,  or  eliminate  the  short  circuit 
or  ground  on  the  line;  (b)  decrease  size  of  driving  pulley;  or  (c) 
increase  size  of  driven  pulley;  (d)  decrease  magnetic  strength  of 
field  in  the  case  of  a  generator,  or  increase  it  in  the  case  of  a  motor. 
If  excess  of  current  can  not  satisfactorily  be  overcome  in  any  of 
the  above  ways,  it  will  be  necessary  to  cliange  the  machine  or  its 
winding.  Overload  due  to  friction  is  eliminated  as  described  under 
V  and  VI,  2. 
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If  the  starting  or  regulating  rheostat  of  a  motor  has  too  little 
resistance  it  will  cause  the  motor  to  start  too  suddenly  and  to 
spark  badly  at  first.    The  only  remedy  is  more  resistance. 

Cause  2.    Brushes  not  set  at  proper  commutating  point. 

Symptom.    Sparking  at  the  brushes. 

Remedy.  Brushes  should  be  carefully  set  on  the  proper  neu- 
tral point  on  the  commutator.  For  non-commutating-pole  ma- 
chines this  is  either  ahead  of  or  behind  (depending  whether  the 
machine  is  a  generator  or  a  motor)  a  radial  line  on  the  commutator 
usually  passing  through  the  center  of  the  pole  piece.  This  point 
is  found  by  shifting  the  brushes  from  the  geometrical  or  **mechan- 
ical"  neutral  so  that  at  no  load  and  normal  voltage  a  slight  spark, 
the  size  of  a  pin  point,  shows  at  the  edge  of  the  brush.  This  point 
will  usually  be  the  proper  full-load  running  position  of  the  brushes. 
While  the  usual  position  of  the  brushes  is  about  opposite  the  cen- 
ter of  the  pole  piece,  in  some  machines  it  may  be  opposite  the  space 
between  adjacent  pole  pieces,  depending  on  the  winding  of  the 
armature.  If  the  brushes  are  set  exactly  wrong,  this  will  cause  a 
generator  to  fail  to  generate,  and  a  motor  to  fail  to  start,  and  will 
blow  the  fuse  or  open  the  breaker  in  the  latter  case.     (See  IX,  6.) 

The  proper  brush  position  for  commutating-pole  generators 
coincides  very  closely  with  the  mechanical  neutral,  and  is  best  de- 
termined thus :  Remove  one  brush  from  a  brush  holder  and  in  its 
place  insert  a  fiber  brush  of  similar  dimensions.  Through  this 
drill  two  holes,  about  the  size  of  the  lead  in  a  pencil,  at  such  a 
distance  apart  that  the  holes  are  respectively  over  the  centers  of  two 
adjacent  commutator-bars.  Insert  in  these  holes  the  lead  from  a 
pencil  so  that  the  ends  of  the  lead  ride  lightly  on  the  commutator. 
To  the  outer  ends  connect  a  low-reading  voltmeter,  and  with  normal 
voltage  on  the  generator  move  the  brush-holder  yoke  until  the  volt- 
meter shows  a  zero  reading.  This  will  be  the  correct  brush  position, 
or  ** electrical  neutral*'. 

In  the  case  of  a  commutating-pole  motor,  the  electrical  neutral 
is  determined  by  shifting  the  brushes  until  the  same  speed  is 
obtained  in  either  direction,  with  equal  value  of  field  current  and 
equal  values  of  voltage. 

In  the  case  of  all  d.  c.  generators  and  motors  it       of 
importance  that  the  brushes  be  placed  parallel  to  the  < 
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bars,  and  the  various  sets  of  brushes  spaced  exactly  the  same 
distance  apart. 

Cause  3.  Commutator  rough,  eccentric.  The  commutator 
may  be  rough  or  eccentric ;  may  have  one  or  more  high  bars  project- 
ing above  the  others;  one  or  more  low  bars,  or  projecting  mica; 
or  may  have  as  many  low  black  spots  on  the  commutator  as  there 
are  pairs  of  poles  on  the  machine.  Any  one  of  these  may  cause 
the  brushes  to  vibrate  or  to  be  actually  thrown  out  of  contact  with 
the  commutator. 

Symptom.  Note  whether  there  is  a  glaze  or  polish  on  the  com- 
mutator which  shows  smooth  operation;  touch  the  revolving  com- 
mutator with  the  point  of  a  pencil  and  any  roughness  or  low  or 
high  spots  can  be  detected.  In  the  case  of  an  eccentric  commutator 
careful  examination  shows  a  rise  or  fall  of  the  brushes  when  the 
commutator  turns  slowly,  or  a  chattering  of  the  brush  when  it  is 
running  fast. 

Remedy.  First,  go  all  over  the  armature,  commutator,  and 
equalizer  connections,  and  test  for  high  resistance  joints.  If  any 
are  found  they  should  at  once  be  soldered.  (This  applies  also  to 
rotary  converters.)  The  proper  brush  setting  and  spacing  should 
be  checked,  also  the  air  gap  and  magnetic  joints  on  the  machine. 
If  the  commutator  is  not  in  very  bad  shape  it  may  be  groimd  down 
with  a  piece  of  fine  sandstone,  or  sand  or  carborundum  paper  (not 
emery).  This  should  be  fitted  to  a  wood  block  cut  to  the  same 
curvature  as  the  commutator. 

If  the  commutator  is  in  very  bad  shape  or  is  eccentric,  the 
armature  should  be  taken  out  and  put  in  a  lathe  and  the  commu- 
tator turned.  Large  machines  are  fitted  with  a  slide  rest  attach- 
ment for  turning  the  commutator  without  removing  it. 

For  turning  the  commutator,  a  diamond  point  tool  should 
be  used.  Only  a  fine  cut  should  be  taken  off  each  time  in  order 
to  avoid  catching  in,  or  chattering  on,  the  copper  bars,  which  are 
very  tough.  The  surface  is  then  finished  with  either  a  sandstone 
or  fine  sandpaper. 

In  order  that  the  commutator  may  wear  smooth  and  work 
well,  the  armature  shaft  should  move  freely  back  and  forth  about 
J  or  -^  of  an  inch  in  its  bearings  while  running. 

A  commutator  should  have  a  glaze  of  a  brown  color.    A  very 
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bright  or  scraped  appearance  does  not  indicate  the  best  condition. 
A  light  grade  of  engine  oil  used  sparingly  on  the  commutator  is 
beneficial. 

Cause  4.    Brushes  make  poor  contact  with  commutator. 

Symptom,  Close  examination  shows  that  brushes  touch  only 
at  one  comer,  or  only  in  front  or  behind,  or  there  is  dirt  on  surface 
of  contact.  Sometimes,  owing  to  the  presence  of  too  much  oil  or 
from  other  cause,  the  brushes  and  commutator  become  very  dirty, 
and  covered  with  smut.  They  should  then  be  carefully  cleaned 
by  wiping  with  oily  rag  or  benzine,  or  by  other  means. 

Occasionally  a  ''glass-hard"  carbon  brush  is  met  with.    It  is 
incapable  of  wearing  to  a  good  seat  or  contact,  and  will  touch  at 
only  one  or  two  points.    Some  carbon  brushes  are  of  abnormally 
high  resistance,  so  that  they  do 
not  make  good  contact.    In  such 
cases  new  brushes  should  be  sub- 
stituted. 

Remedy.  Carefully  fit,  ad- 
just, or  clean  brushes  until  they 
rest  evenly  on  the  commutator, 
with  considerable  surface  of  con- 
tact and  with  sure  but  not  too 
heavy  pressure.  Copper  brushes  require  a  regular  brush  jig.  Pig. 
92.  Carbon  brushes  can  be  fitted  perfectly  by  drawing  a  strip  of 
sandpaper  back  and  forth  between  them  and  the  commutator  while 
they  are  pressing  down.  A  band  of  sandpaper  may  be  pasted  or  tied 
around  the  commutator,  and  the  armature  then  slowly  revolved  by 
hand  or  by  power  while  the  brushes  are  pressed  upon  it. 

Cause  5.  Short-circuited  or  reversed  coil  or  coils  in  arma- 
ture. 

Symptom.  A  motor  will  draw  excessive  current,  even  when 
running  free  without  load.  A  generator  will  require  considerable 
power,  even  without  any  load.    For  reversed  coil,  see  III,  5. 

The  short-circuited  coil  is  heated  much  more  than  the  others, 
and  is  liable  to  be  burnt  out  entirely ;  therefore  the  machine  should 
be  stopped  immediately.  If  necessary  to  run  machine  in  order  to 
locate  the  trouble,  one  or  two  minutes  is  long  enough;  but  this  may 


Fig.  92.     Typical  Jig  for  Carbon  Brushes 
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be  repeated  until  the  short-circuited  coil  is  found  by  feeling  the 
armature  aU  over. 

An  iron  screw  driver  or  other  tool  held  between  the  poles 
near  the  revolving  armature  vibrates  very  perceptibly  as  the 
short-circuited  coil  passes.  Almost  any  armature  will  cause  a  slight 
but  rapid  vibration  of  a  piece  of  iron  held  near  it;  but  a  short 
circuit  produces  a  much  stronger  effect  only  once  per  revolution. 
Care  should  be  taken  not  to  let  the  piece  of  iron  be  drawn  in  and 
jam  the  armature. 

The  current  pulsates  and  torque  is  unequal  at  different  parts 
of  a  revolution,  these  symptoms  being  particularly  noticeable  when 
several  coils  are  short-circuited  or  reversed,  and  the  armature  is 
slowly  turned.  If  a  large  portion  of  the  armature  is  short-cir- 
cuited, the  heating  is  distributed  and  is  harder  to  locate.  In  this 
case  a  motor  runs  very  slowly,  giving  little  power  but  having  full 
field  magnetism.  A  short-circuited  coil  can  also  be  detected  by  the 
drop-of-potential  method.    For  generators,  see  IX,  3. 

Remedy.  A  short  circuit  is  often  caused  by  a  piece  of  solder, 
copper,  or  other  metal  getting  between  the  commutator-bars  or  their 
connections  with  the  armature;  and  sometimes  the  insulation  be- 
tween or  at  the  ends  of  these  bars  is  bridged  over  by  a  particle  of 
metal.  In  any  such  case  the  trouble  is  easily  found  and  corrected. 
If,  however,  the  short  circuit  is  in  the  coil  itself,  the  only  effective 
remedy  is  to  rewind  the  coil. 

One  or  more  ** grounds"  in  the  armature  may  produce  effects 
similar  to  those  arising  from  a  short  circuit.     (See  Cause  7.) 

Cause  6.    Broken  circuit  in  armature. 

Symptom.  Commutator  flashes  violently  while  running,  and 
commutator-bar  nearest  the  break  is  badly  burnt ;  but  in  this  case 
no  particular  armature  coil  will  be  heated  as  in  the  last  case ;  and 
the  flashing  will  be  very  much  worse,  even  when  turning  slowly. 
This  trouble,  which  might  be  confounded  with  a  bad  case  of  **high 
bar"  in  commutator  (Cause  3),  is  distinguished  therefrom  by 
slowly  turning  the  armature,  when  violent  flashing  will  continue 
if  circuit  is  broken ;  but  not  with  high  bar  unless  it  is  very  bad, 
in  which  case  it  is  easily  felt  or  seen.  A  very  bad  contact  has 
almost  the  same  effect  as  a  break  in  the  circuit. 

Remedy.    A  break   or  bad  contact  can  be  located  by  the 
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drop"  method  (p.  88)  or  by  a  continuity  test  (p.  93).  The 
trouble  is  often  found  where  the  armature  wires  connect  with  the 
commutator,  and  not  in  the  coil  itself;  the  break  may  be  repaired 
or  the  loose  wire  fastened  or  reconnected.  If  the  trouble  is  due 
to  a  broken  commutator  connection  and  can  not  be  fixed,  the  dis- 
connected bar  may  be  temporarily  connected  to  the  next  by  solder. 
If  the  break  is  in  the  coil  itself,  rewinding  is  generally  the  only 
cure.  The  trouble  may  be  remedied  temporarily  by  connecting  to- 
gether by  wire  or  solder  the  two  commutator-bars  or  coil-terminals 
between  which  the  break  exists.  It  is  only  in  an  emergency  that 
armature  coils  should  be  cut  out  or  commutator-bars  connected 
together,  or  other  makeshifts  resorted  to;  but  it  sometimes  avoids 
a  very  undesirable  shut-down.  A  very  rough  but  quick  and  simple 
way  to  connect  two  commutator-bars  is  to  hammer  or  otherwise 
force  the  coppers  together  across  the  mica  insulation  at  the  end  of 
the  commutator.  This  should  be  avoided  if  possible ;  but  if  it  has 
to  be  done  in  an  emergency,  the  crushed  material  can  afterwards 
be  picked  out  and  the  injury  smoothed  over.  In  carrying  out  any 
of  these  methods,  great  care  should  be  taken  not  to  short-circuit 
any  other  armature  coil,  which  would  cause  sparking  (Cause  5). 

Cause  7.    Oround  in  armature. 

Symptom.  Two  ** grounds*'  (accidental  connections  between 
the  conductors  on  the  armature  and  its  iron  core  or  the  shaft  or 
spider)  would  have  practically  the  same  effect  as  a  short  circuit 
(Cause  5),  and  would  be  treated  in  the  same  way.  A  single  ground 
would  have  little  or  no  effect,  provided  the  circuit  is  not  intention- 
ally or  accidentally  grounded  at  some  other  point.  On  an  electric- 
railway  (**troUey'')  or  other  circuit  employing  the  earth  as  a 
return  conductor,  one  or  more  grounds  in  the  armature  would 
allow  the  current  to  pass  directly  through  them,  and  would  cause 
the  motor  to  spark  and  have  a  variable  torque  at  different  parts  of 
a  revolution. 

Remedy.  A  ground  can  be  detected  by  testing  with  a  mag- 
neto bell  (p.  92).  It  can  also  be  located  by  the  drop-of -potential 
method  (p.  88).  Another  way  to  locate  it  is  to  wrap  a  wire 
around  the  commutator  so  as  to  make  connection  with  all  of  the 
bars,  and  then  connect  a  source  of  current  to  this  wire  and  to  the 
armature  core   (by  pressing  a  wire  upon  the  latter).     The  cur- 
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rent  will  then  flow  from  the  armature  conductors  through  the 
ground  connection  to  the  core,  and  the  magnetic  effect  of  the  arma- 
ture winding  will  be  localized  at  the  point  where  the  ground  is. 
This  point  is  then  found  by  the  indications  of  a  compass  needle 
when  slowly  moved  around  the  surface  of  the  armature.  The  cur- 
rent may  be  obtained  from  a  storage  battery  or  from  the  circuit, 
but  should  be  regulated  by  lamps  or  other  resistance  so  as  not 
to  exceed  the  normal  armature  current.  Sometimes  the  ground 
may  be  in  a  place  where  it  can  be  corrected  without  much  trouble, 
but  usually  the  particular  coil  and  often  others  must  be  rewound. 

Cause  8.    Weak  field  magnetism. 

Symptom.  Pole  pieces  not  strongly  magnetic  when  tested  with 
a  piece  of  iron.  Point  of  least  sparking  shifted  considerably  from 
normal  position  owing  to  relatively  strong  distorting  effect  of  arma- 
ture magnetism.  Speed  of  a  shunt  motor  high.*  A  generator  fails 
to  generate  the  full  e.m.  f.  or  current. 

If  one  field  coil  is  reversed  and  opposed  to  the  others,  it  will 
weaken  the  field  magnetism  and  cause  bad  sparking.  This  may 
be  detected  by  examining  the  field  coils  to  see  if  they  are  all  con- 
nected in  the  right  way,  or  by  testing  with  a  compass  needle.  (See 
IX,  4.)  The  series-coil  of  a  compound- wound  generator  or  motor  is 
often  connected  wrongly,  and  will  have  an  opposing  effect ;  that  is, 
will  reduce  the  voltage  of  the  former  or  raise  the  speed  of  the 
latter  with  increase  of  load. 

Remedy.  A  break,  short  circuit,  or  ground,  if  external  and 
therefore  accessible,  is  easily  repaired.  If  not  accessible,  the  only 
remedy  is  to  rewind  or  replace  the  faulty  coil.  A  shunt  motor 
will  show  dangerous  sparking  if  the  armature  is  connected  before 
the  field,  in  starting.  In  this  case  the  starting-box  connections 
should  be  changed  so  that  the  field  is  connected  before  the  armature. 

If  the  voltage  is  too  low  on  a  circuit,  it  may  cause  sparking 
in  a  shunt  motor ;  and  if  the  voltage  cannot  be  raised,  the  resistance 
of  the  field  circuit  should  be  reduced  by  unwinding  a  few  layers 
of  wire  or  by  substituting  other  coils.     (See  VII,  VIII,  IX,  and  X.) 


•  Under  some  circumstances  a  sbunt  motor  with  a  very  weak  field,  or  with 
no  field,  will  run  slow,  stop,  or  run  backward.  The  usual  and  safest  assumption  is 
that  the  speed  will  increase  as  the  field  is  weakened,  and  that  with  no  field  the  motor 
may  attain  such  a  speed  that  it  will  destroy  itself.  Never,  under  any  circufnstanceB, 
should  the  field  circuit  he  opened  when  volt€tge  ia  applied  to  the  terminals. 
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Cause  9.    Vibration  of  machine. 

Symptom.  Considerable  vibration  is  felt  when  the  hand  is 
placed  upon  the  machine,  and  sparking  decreases  if  the  vibration 
is  reduced. 

Remedy.  The  vibration  is  usually  due  to  an  imperfectly  bal- 
anced armature  or  pulley  (see  VI,  1),  to  a  bad  belt  (see  VI,  6), 
or  to  unsteady  foundations;  and  the  remedies  described  for  these 
troubles  should  be  applied. 

Any  considerable  vibration  is  likely  to  produce  sparking,  of 
which  it  is  a  common  cause.  This  sparking  can  be  reduced  by 
increasing  the  pressure  of  the  brushes  on  the  commutator,  but 
the  vibration  itself  should  be  overcome. 

Cause  10.  Chatter  of  brushes.  The  commutator  sometimes 
becomes  sticky  when  carbon  brushes  are  used,  causing  friction, 
which  throws  the  brushes  into  rapid  vibration  as  the  commutator 
revolves,  similar  to  the  action  of  a  violin  bow. 

Symptom.    Slight  tingling  or  jarring  is  felt  in  brushes. 

Remedy.    Clean  commutator,  and  oil  slightly. 

Cause  11.    Flying  break  in  armature  conductor. 

Symptom.  No  break  found  by  test  with  armature  standing 
still,  but  break  shown  by  flashing  at  brushes  when  running,  being 
usually  due  to  centrifugal  force. 

Remedy.  Tighten  connections  to  commutator,  or  repair  broken 
wire,  etc. 

II  TO  V.     EXCESSIVE  HEATING  IN  GENERATOR  OR  MOTOR 

General  Instructions.  The  degree  of  heat  that  is  injurious 
or  objectionable  in  a  generator  or  motor  is  determined,  as  a  rough 
test,  by  feeling  the  parts.  If  the  heat  is  bearable  to  the  hand,  it  is 
entirely  harmless ;  but  if  unbearable,  the  safe  limit  of  temperature 
has  been  approached  or  passed,  and  the  heat  should  be  reduced 
in  some  of  the  ways  that  are  indicated  below.  In  testing  with 
the  hand,  allowance  should  be  made  for  the  fact  that  bare  metal 

• 

feels  much  hotter  than  cotton  at  the  same  temperature.  The  back 
of  the  hand  is  more  sensitive  than  the  palm  for  this  test.  If  the 
heat  has  become  so  great  as  to  produce  an  odor  or  smoke,  the  safe 
limit  has  been  far  exceeded,  and  the  current  should  be  shut  off 
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immediately  and  the  machine  stopped,  as  this  indicates  a  serious 
trouble,  such  as  a  short-circuited  coil  or  tight  bearing.  The  ma- 
chine should  not  again  be  started  until  the  cause  of  the  trouble 
has  been  found  and  positively  overcome.  Of  course,  neither  water 
nor  ice  should  ever  be  used  to  cool  electrical  machinery,  except 
possibly  the  bearings  of  large  machines  at  points  where  they  can 
be  applied  without  danger  of  wetting  the  other  parts. 

Feeling  for  heat  will  serve  as  a  rough  test  to  detect  excessive 
temperatures  or  in  emergencies;  but,  of  course,  the  sensitiveness 
of  the  hand  varies,  and  it  makes  a  great  difEerence  whether  the 
surface  is  a  good  or  bad  conductor  of  heat.  The  proper  and  reli- 
able methods  for  determining  rise  in  temperature  in  an  operating 
machine  are  given  on  page  75. 

It  is  very  important,  in  all  cases  of  heating,  to  locate  the 
source  of  heat  in  the  exact  part  in  which  it  is  produced.  It  is  a 
common  mistake  to  suppose  that  any  part  of  the  machine  that  is 
found  to  be  hot  is  the  seat  of  the  trouble.  A  hot  bearing  may 
cause  the  armature  or  commutator  to  heat,  or  vice  versa.  In  every 
case  all  parts  of  the  machine  should  be  tried  to  find  which  is  the 
hottest,  since  heat  generated  in  one  part  is  rapidly  diffused  through- 
out the  machine.  It  is  better  to  make  observations  for  heating  by 
starting  the  whole  machine  when  cool,  which  is  done  by  letting  it 
stand  for  several  hours. 

II.     Heating  of  Commnttttor  and  6ru>bes 
Cause  1.    Heat  spread  tram  another  part  of  machine. 

Symptom.  Start  with  the  machine  cool,  and  run  for  a  short 
time,  so  that  heat  will  not  have  time  to  spread.  The  real  seat  of 
trouble  is  the  part  that  heats  first. 

Remedy.     See  III,  IV,  and  V. 

Caose  2.  Sparking.  Any  of  the  causes  of  sparking  will 
cause  heating,  which  may  be  slight  or  serious. 

Symptom  and  Remedy.    See  I. 

Cause  3.  Tendency  to  spark,  or  slight  sparking  hardly  viBi> 
ble.  Sometimes  before  sparking  appears,  serious  heating  is  pro- 
duced by  the  causes  of  sparking,  such  as  the  short-circuiting  o( 
the  coils  as  their  commutator  bars  pass  under  the  brushes. 

Symptom.     Fine  sparks  may  be  found  by  sighting  in  exaet 
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line  with  the  surface  of  contact  between  the  commutator  and 
brushes. 

Remedy.  Reduced  by  applying  the  principal  remedies  for 
sparking,  such  as  slightly  shifting  rocker-arm.  (See  '* Sparking  at 
Commutator",  I.)  Apply  the  remedies  with  extra  care.  This  incip- 
ient sparking  may  be  due  to  incorrect  design,  which  can  be  corrected 
only  by  reconstruction;  for  example,  it  may  be  due  to  insufS- 
cient  field  strength,  and  this  can  be  cured  by  increasing  the  ampere 
turns  of  field  winding. 

Cause  4.  Overheated  commutator  will  decompose  carbon 
brush.  The  effect  is  to  cover  commutator  with  a  black  film, 
which  offers  resistance  and  aggravates  the  heat. 

Symptom.  Commutator  covered  with  dark  coating;  commu- 
tator, brushes,  and  holders  show  marks  of  abnormal  heat. 

Remedy.  Commutator  and  brushes  should  be  carefully 
cleaned,  and  the  latter  adjusted  to  make  good  contact  at  the 
proper  points. 

Cause  5.    Bad  connections  in  brush  holder,  cable,  etc. 

Symptom.  Holder,  cable,  etc.,  feel  hottest ;  abnormal  resistance 
found  in  these  parts  by  **drop"  method. 

Remedy.    Improve  the  connections. 

Cause  6.  Arcing  or  short  circuit  in  commutator.  This  may 
occur  across  mica  or  insulation  between  bars  or  other  parts. 

Symptom.  Burnt  spot  between  parts;  spark  appears  in  the 
insulation  when  current  is  put  on.   . 

Remedy.  Pick  out  the  charred  particles;  take  commutator 
apart  and  repair ;  or  put  on  new  commutator. 

Cause  7.    Carbon  brushes  heated  by  current. 

Symptom.    Brushes  hotter  than  other  parts. 

Remedy.  Use  carbon  of  higher  conductivity.  Let  the  brush- 
holder  grip  brush  closer  to  commutator,  so  as  to  reduce  the  length 
of  brush  through  which  the  current  must  pass.  Use  larger  brushes 
or  a  greater  number. 

III.     Heating  of  Armature 

Cause  1.    Excessive  current  in  armature  coils. 
Symptom  and  Remedy.    Symptom  and  Remedy  the  same  as 
in  case  of  I,  Cause  1. 


122  MANAGEMENT  OF  DYNAMO-ELECTRIC  MACHINERY 

Cause  2.    Short-circuited  armature  coils. 

Symptom  and  Remedy,  Symptom  and  Remedy  the  same  as 
in  case  of  I,  Cause  5.    See  also  Cause  7. 

Cause  3.    Moisture  in  armature  coils. 

Symptom.  The  detection  of  moisture  in  armature  coils  is  a 
difficult  matter  without  measuring  the  insulation  resistance.  Some- 
times a  careful  inspection  of  the  armature  may  reveal  the  presence 
of  moisture,  but  on  large  machines  the  safest  method  is  to  apply 
an  insulation  test. 

Remedy.  When  the  insulation  test  reveals  the  presence  of 
moisture,  the  armature,  if  small,  may  be  baked  in  an  oven  suffi- 
ciently warm  to  expel  all  moisture,  but  not  hot  enough  to  injure  the 
insulation.  If  the  armature  is  large  it  can  not  readily  be  removed 
and  placed  in  an  oven.  The  machine  may  then  be  connected  to 
run  as  a  generator  or  motor,  at  reduced  voltage,  in  order  not  to 
break  down  the  insulation  which  is  weakened  by  the  moisture 
present,  the  voltage  being  gradually  brought  up  as  the  insulation 
increases.  If  more  convenient,  a  current  controlled  by  resistance 
or  otherwise  at,  say,  half  of  rated  value  may  be  sent  through  a 
moist  armature  or  field  winding  to  dry  it  out. 

Cause  4.    Foucault  currents  in  armature  core. 

Symptom.  Iron  of  armature  core  hotter  than  coils  after  a 
short  run,  and  considerable  power  required  to  run  armature  when 
field  is  magnetized  and  there  is  no  load  on  armature.  This  can  be 
distinguished  from  Cause  2  by  absence  of  sparking  and  absence 
of  excessive  heat  in  a  particular  coil  or  coils  after  a  short  run. 
(See  ** Stray  Power  Tests*'.) 

Remedy.  Armature  core  should  be  laminated  more  perfectly, 
which  is  a  matter  of  first  construction. 

Cause  5.  One  or  more  reversed  coils  on  one  side  of  arma- 
ture. This  will  cause  a  local  current  to  circulate  aroimd  arma- 
ture. 

Symptom.  Excessive  current  when  running  free,  but  no  par- 
ticular coil  heated  more  than  others.  If  a  moderate  current  is 
applied  to  each  coil  in  succession  by  touching  wires  carrying  cur- 
rent to  each  pair  of  adjacent  commutator-bars,  a  compass  needle 
held  over  the  coils  will  behave  differently  when  the  reversed  coil  is 
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reached.    In  a  motor,  the  half  of  armature  containing  the  reversed 
coils  is  heated  more  than  the  others. 

Note. — ^Any  excess  of  current  taken  by  an  armature  when  running  free 
as  a  motor,  whatever  the  cause,  must  be  converted  into  heat  by  some  defect  in 
the  machine;  hence  the  **free  current"  is  the  simplest  and  most  complete  test  of 
efficiency  and  perfect  condition. 

Remedy.    Reconnect  the  coil  to  agree  with  the  others. 

Cause  6.    Heat  .conveyed  from  other  parts. 

Symptom.  Other  parts  hotter  than  armature.  Start  with 
machine  cool,  and  see  if  other  parts  heat  first. 

Remedy.    See  II,  IV,  and  V. 

Cause  7.    Flying  cross  in  armature  conductor. 

Symptom  and  Remedy.  Symptom  and  Remedy  similar  to  the 
case  of  sparking  (I,  Cause  11),  except  that  reference  here  is  to  the 
insulation  of  the  conductors. 


IV.     Heating  off  Field  Magnets 

Cause  1.    Excessive  current  in  field  circuit. 

Symptom.  Field  coils  too  hot  to  keep  the  hand  on.  Their 
temperature  more  than  50  degrees  centigrade  above  that  of  room 
by  resistance  test  or  by  thermometer. 

Remedy.  In  the  case  of  a  shunt-wound  machine,  decrease  the 
voltage  at  terminals  of  field  coils ;  or  increase  the  resistance  in  field 
circuit  by  winding  on  more  wire  or  putting  resistance  in  series. 
In  the  case  of  a  series- wound  machine,  shunt  a  portion  of,  or  other- 
wise decrease,  the  current  passing  through  field;  or  take  a  layer 
or  more  of  wire  oflf  the  field  coils;  or  rewind  with  coarser  wire. 
This  trouble  might  be  due  to  a  short  circuit  in  field  coils  in  the 
case  of  a  shunt-wound  dynamo  or  motor,  and  would  be  indicated 
by  the  pole  piece  with  the  short-circuited  coil  being  weaker  than 
the  others.  This  coil  is  cooler  than  the  others ;  in  fact,  if  completely 
short-circuited,  it  is  not  heated  at  all.  This  condition  can  be  rem- 
edied only  by  rewinding  the  short-circuited  coil.  Measure  resistance 
of  the  field  coils  to  see  if  they  are  nearly  equal.  (See  **Drop 
Method",  p.  88.)  If  the  difference  is  considerable  (say,  more  than 
5  or  10  per  cent)  it  is  almost  a  sure  sign  that  one  coil  is  short- 
circuited  or  double-grounded. 
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Oaiue  2.    Foucault  currents  in  pole  pieces  or  field  cores. 

Symptom.  The  pole  pieces  hotter  than  the  coils  after  a  short 
run.  When  making  the  comparison,  it  is  necessary  to  keep  the 
hand  on  the  coils  some  time  before  the  full  effect  is  reached,  because 
the  coils  are  insulated  and  the  pole  pieces  are  bare  metal,  and  even 
then  the  coils  will  not  feel  so  hot,  although  their  actual  tempera- 
ture may  be  higher,  if  measured  by  a  thermometer. 

Remedy.  This  trouble  is  due  to  faulty  design  of  toothed-arma- 
ture machines,  which  can  be  corrected  only  by  rebuilding,  or  is 
caused  by  fluctuations  in  the  current.  The  latter  can  be  detected, 
if  the  variations  are  not  too  rapid,  by  putting  an  ammeter  in 
circuit ;  or  rapid  variations  may  be  felt  by  holding  a  piece  of  iron 
near  the  pole  pieces  and  noting  whether  it  vibrates. 

Cause  3.    Moisture  in  field  coils. 

Symptoms.  The  field  circuit  tests  lower  in  resistance  than  nor- 
mal in  that  type  of  machine ;  and  in  the  case  of  shunt- wound  ma- 
chines the  field  takes  more  than  the  ordinary  current.  Field  coils 
steam  when  hot,  or  feel  moist  to  the  hand.  The  insulation  re- 
sistance also  tests  low. 

Remedy.  Remove  and  bake  field  coils  as  in  the  case  of  small 
armatures.  On  large  machines  the  field  coils  may  be  connected 
in  parallel-series  groups  so  as  to  get  approximately  one-half  nor- 
mal current  at  reduced  voltage.  As  the  insulation  resistance  rises, 
the  current  may  be  brought  up  to  normal  value.  (See  ''Heating  of 
Armature  *^  III,  3.) 

V.     Heating  of  Bearings 

The  cause  should  be  found  and  removed  promptly,  but  heating 
of  the  bearings  can  be  reduced  temporarily  by  applying  cold  water 
or  ice  to  them.  This  is  allowable  only  when  absolutely  neces- 
sary to  keep  running ;  and  great  care  should  be  taken  not  to  allow 
any  water  to  get  upon  the  commutator,  armature,  or  field-coils,  as 
it  might  short-circuit  or  ground  them.  If  the  bearing  is  very  hot, 
the  shaft  should  be  kept  revolving  slowly  while  the  bearing  is 
flushed  with  fresh  oil,  as  it  might  ** freeze'',  or  stick  fast,  if  stopped 
entirely. 

Cause  1.    Lack  of  oil. 

Symptom.    Oil  reservoir  empty.    Self-oiling  rings  fail  to  turn 
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with  shaft.  Shaft  and  bearing  look  dry,  and  often  there  is  an 
odor  of  hot  oil. 

Remedy.  Loosen  bearing  cap  screws  and  then  retighten  them 
with  fingers  only.  This  will  give  the  bearings  a  little  clearance. 
Open  the  drain  cock  on  the  side  of  the  bearing  and  pour  fresh 
oil  in  top  of  bearing,  allowing  the  oil  to  run  through  the  bearing 
until  temperature  is  reduced  to  a  safe  value. 

Cause  2.    Orit  or  other  foreign  matter  in  bearings. 

Symptom.  Best  detected  by  removing  shaft  or  bearings  and 
examining  both.  Any  grit  can,  of  course,  be  felt  easily,  and  will 
also  cut  the  shaft. 

Remedy.  Remove  shaft  or  bearing,  clean  both  very  carefully, 
and  see  that  no  grit  can  get  in.  The  oil  should  be  perfectly  clean ; 
if  it  is  not,  it  should  be  filtered. 

Cause  3.    Shaft  rough  or  cut. 

Symptom.  Shaft  will  show  grooves  or  roughness  and  will 
probably  revolve  stiffly. 

Remedy.  Turn  shaft  in  lathe ;  or  smooth  with  fine  file ;  and 
see  that  bearing  is  smooth  and  fits  shaft. 

Cause  4.    Bearings  fit  too  tight. 

Symptom.  Shaft  hard  to  revolve.  Hot  spots  develop  in 
bearing. 

Remedy.  Remove  the  bearing  and  scrape  the  spots  that  show 
wear;  then  coat  the  shaft  with  a  thin  layer  of  red  lead  and  place 
the  bearing  on  the  shaft.  Move  the  bearing  back  and  forth  and 
when  it  is  removed  the  high  spots  will  be  covered  with  the  red 
lead.  These  should  be  scraped  off,  and  the  process  repeated  until 
a  snug-fitting  bearing  is  obtained. 

Cause  5.    Shaft  "sprung"  or  bent. 

Symptom.  Shaft  hard  to  revolve,  and  usually  sticks  much 
more  in  one  part  of  revolution  than  in  another. 

Remedy.  It  is  very  difficult  to  straighten  a  bent  shaft.  It 
might  be  bent  back  or  turned  true,  but  probably  a  new  shaft  will 
be  necessary. 

Cause  6.    Bearings  out  of  line. 

Symptom.  Shaft  hard  to  revolve,  but  is  much  relieved  by 
slightly  loosening  the  screws  that  hold  the  bearings  in  place,  when 
machine  is  not  running  and  when  belt,  if  any,  is  taken  off. 
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Remedy.  Loosen  the  bearings  by  partly  unserewiDg  bolts  or 
screws  holding  them  in  place,  and  find  their  easy  and  true  position, 
which  may  require  one  of  them  to  be  moved  either  sideways  or  up 
or  down ;  then  ream  the  holes  of  that  bearing,  or  raise  or  lower  it, 
as  may  be  necessary,  to  make  it  occupy  the  right  position  when  the 
screws  are  tightened.  The  armature,  however,  must  be  kept  in 
the  center  of  the  space  between  the  pole  pieces,  so  that  the  clear- 
ance is  uniform  all  around.     (See  Cause  9.) 

Cause  7.  Thrust  or  pressure  of  pulley,  collar,  or  Bhoalder  on 
shaft  against  one  or  bot^  of  the  bearings. 

Symptom.  Move  shaft  back  and  forth  with  a  stick  applied 
to  the  end  while  revolving,  and  note  if  the  collar  or  shoulder  tends 
to  be  pushed  or  drawn  against  either  bearing.  It  is  usually  desir- 
able that  a  shaft  should  move  freely  back  and  forth  about  an  eighth 
of  an  inch,  to  make  commutator  and  bearings  wear  smoothly. 

Remedy.  Line  up  the  belt;  shift  collar  or  pulley;  tiim  off 
shoulder  on  shaft,  or  file  off  bearing,  until  the  shoulder  does  not 
touch  when  running,  or  until  pressure  is  relieved. 

Cause  8.  Too  great  a  load  or  strain  on  the  belt. 
Symptom.  Great  tension  on  belt.  In  this  case  the  pulley 
bearing  will  probably  be  very  much  hotter 
than  the  other,  and  also  worn  elliptical,  as 
indicated  in  Pig.  93,  in  which  case  the  shaft 
can  be  shaken  in  the  bearing  in  the  direction 
of  the  belt  pull,  when  the  belt  is  off,  provided 
the  machine  has  been  running  long  enough  to 
wear  the  bearings. 

Remedy.    Reduce  load  or  tension,  or  use 

larger  pulleys  and  lighter  belt,  so  as  to  relieve 

to  wear  ^j^^  strain  on  shaft.     (See  "Belting",  p.  7.) 

Cause  8.    Armature  off  of  center,  producin^f  mach  greater 

magnetic  pnll  toward  nearer  side. 

Symptom.  Heating  of  bearing  on  side  where  air  gap  is 
smallest.    Poor  commutation  due  to  unequal  air  gap. 

Remedy.  The  fault  is  due  either  to  some  inherent  defect  in 
the  machine,  to  the  faces  of  the  poles  not  being  concentric  with 
the  armature,  to  faulty  erection  of  the  machine,  or  to  wear  on  the 
bearings. 
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In  most  cases  this  trouble  can  be  remedied  by  raising  or  low- 
ering either  the  bearing  pedestals  or  the  magnet  frame  feet,  by 
means  of  their  sheet-iron  shims,  to  obtain  the  proper  air  gap  verti- 
cally. To  obtain  the  correct  air  gap  in  a  horizontal  direction,  there 
is  usually  enough  play  in  the  foundation  bolt  holes  in  large  ma- 
chines. On  small  machines  the  proper  adjustment  is  usually  made 
by  the  manufacturer.  If  the  bearings  have  worn  very  much  it  is, 
of  course,  advisable  to  re-babbitt  them  to  restore  the  correct  air 
gap  between  armature  and  fields. 


VI.     NOISY  OPERATION 

Cause  1.  Vibration  due  to  armature  or  pulley  being  out  of 
balance. 

Symptom.  Strong  vibration  felt  when  the  hand  is  placed 
upon  the  machine  while  it  is  running.  Vibration  changes  greatly 
if  speed  is  changed,  and  sometimes  almost  disappears  at  certain 
speeds. 

Remedy.  Armature  or  pulley  must  be  perfectly  balanced  by 
securely  attaching  lead  or  other  weights  on  the  light  side,  or  by 
drilling  or  filing  away  some  of 
the  metal  on  the  heavy  side.  The 
easiest  method  of  finding  in 
which  direction  the  armature  is 
out  of  balance  is  to  take  it  out, 
and  to  rest  the  shaft  on  two 
parallel  and  horizontal  A-shaped 
metallic  tracks  suflBciently   far 

apart  to  allow  the  armature  to  go  between  them.  Fig.  94.  If  the 
armature  is  then  slowly  rolled  back  and  forth,  the  heavy  side  will 
tend  to  turn  downward.  The  armature  and  pulley  should  always  be 
balanced  separately.  An  excess  of  weight  on  one  side  of  the  puUey 
and  an  equal  excess  of  weight  on  the  opposite  side  of  the  armature 
will  not  produce  a  balance  while  running,  though  it  does  when 
standing  still;  on  the  contrary,  it  will  give  the  shaft  a  strong 
tendency  to  ** wobble".  A  perfect  balance  is  obtained  only  when 
the  weights  are  directly  opposite,  i.e.y  in  the  same  line  perpen- 
dicular to  the  shaft. 


Fig.  94.     Method   of  Putting  Armature 
in  Proper  Balance 


128  MANAGEMENT  OF  DYNAMO-ELECTRIC  MACHINERY 

Cause  2.    Armature  strikes  or  xlibs  against  pole  pieces. 

Symptom.  Easily  detected  by  placing  the  ear  near  the  pole 
pieces;  or  by  examining  armature  to  see  if  its  surface  is  abraded 
at  any  point;  or  by  examining  each  part  of  the  space  between 
armature  and  field  as  armature  is  slowly  revolved,  to  see  if  any 
portion  of  it  touches,  or  is  so  close  as  to  be  likely  to  touch,  when 
the  machine  is  running.  In  small  machines,  the  armature  may  be 
turned  by  hand  to  find  out  whether  it  sticks  at  any  point. 

Remedy.    See  V,  9. 

Cause  3.  Shaft  collar  or  shoulder,  hub  or  edge  of  pullqr,  or 
belt,  strikes  or  scrapes  against  bearings. 

Symptom.  Rattling  noise,  which  stops  when  the  shaft  or  pul- 
ley is  pushed  lengthwise  away  from  one  or  the  other  of  the  bear- 
ings.    (See  V,  Cause  7.) 

Remedy.'  Shift  the  collar  or  pulley,  turn  off  the  shoulder 
on  the  shaft,  file  or  turn  off  the  bearing,  move  the  pulley  on 
the  shaft,  or  straighten  the  belt,  until  there  is  no  more  striking, 
and  the  noise  ceases. 

Cause  4.    Battling  due  to  looseness  of  screws  or  other  parts. 

Symptom.  Close  examination  of  the  bearings,  shaft,  pulley, 
screws,  nuts,  terminals,  etc.,  or  touching  the  machine  while  run- 
ning, or  shaking  its  parts  while  standing  still,  shows  that  some 
parts  are  loose. 

Remedy.  Tighten  up  the  loose  parts,  and  be  careful  to  keep 
them  all  properly  set  up.  It  is  easy  to  guard  against  the  occur- 
rence of  this  trouble,  which  is  very  common,  by  simply  examining 
the  various  screws  and  other  parts  each  day  before  the  machine  is 
started.  Electrical  machinery  being  usually  high  speed,  the  parts 
are  particularly  liable  to  shake  loose.  A  worn  or  poorly  fitted 
bearing  might  allow  the  shaft  to  rattle  and  make  a  noise,  in  which 
case  the  bearing  should  be  refitted  or  renewed. 

Cause  5.  Singing  or  hissing  of  brushes.  This  is  usually 
occasioned  by  rough  or  sticky  commutator  (see  Trouble  I,  Causes 
3  and  10) ,  or  by  brushes  not  being  smooth,  or  by  the  layers  of  a 
copper  brush  not  being  held  together  in  place.  With  carbon 
brushes,  hissing  will  be  caused  by  the  use  of  carbon  that  is  gritty 
or  too  hard.  Vertical  carbon  brushes,  or  brushes  inclined  against 
the  direction  of  rotation,  are  liable  to  squeak  or  sing.    Occasioii* 
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ally,  a  new  machine  will  make  a  noise  that  is  reduced  after  the 
machine  has  been  run  for  some  time. 

Symptom,  Sounds  of  high  pitch  are  easily  located  by  placing 
the  ear  near  the  commutator  while  it  is  running,  and  by  lifting 
off  the  brushes  one  at  a  time — provided  there  are  two  or  more 
brushes  in  each  set,  so  that  the  circuit  is  not  opened  by  lifting  a 
single  brush.  If  there  is  no  current  there  is,  of  course,  no  objection 
to  raising  the  brushes. 

Remedy.  Apply  a  very  little  oil  to  the  commutator  with  a  rag 
on  the  end  of  a  stick.  Adjust  the  brushes  or  smooth  the  commu- 
tator by  turning,  or  by  using  fine  sandpaper,  being  careful  to  clean 
thoroughly  afterwards.  Carbon  brushes  are  liable  to  squeak  in 
starting  up  or  at  low  speed.  This  squeaking  decreases  at  full 
speed,  and  can  generally  be  stopped  altogether  by  moistening  the 
brushes  with  oil,  care  being  taken  not  to  have  any  excess  of  oil. 
Running  the  machine  without  load  for  some  time  usually  reduces 
this  trouble. 

Cause  6.  Flapping  or  pounding  of  belt  joint  or  lacing 
against  pulley.     (Fig.  95.) 

Symptom.  Sound  repeated 
twice  for  each  complete  revolution 
of  the  belt,  which  is  much  less  fre-        ^    „.     _,    ,    ,T>^r.i4.Ti* 

'  Fig.  95.     Typical  Bad  Belt  Joints 

quent  than  any  other  generator  or 

motor  sound,  and  can  easily  be  detected  or  counted. 

Remedy.  Endless  belt  or  smoother  joint.    (See  *  *  Belting' ',  p.  8.) 

Cause  7.    Slipping  of  belt  on  pulley  due  to  overload. 

Symptom.     Intermittent  squeaking  noise. 

Remedy.  Tighten  the  belt  or  reduce  the  load.  A  wider  belt 
or  larger  pulley  may  be  required.  Powdered  rosin  may  be  put 
on  the  belt  to  increase  its  adhesion;  but  such  a  procedure  is  a 
makeshift,  is  injurious  to  the  belt,  and  should  be  adopted  only 
when  necessary.     (See  ** Belting'',  p.  7.) 

Cause  8.  Humming  of  armature-core  teeth  as  they  pass  the 
pole  pieces. 

Symptom,     Pure  humming  sound  less  metallic  than  Cause  5. 

Remedy.  Slope  or  chamfer  the  ends  of  the  pole  pieces  so  that 
each  armature  tooth  does  not  pass  the  edge  of  the  pole  piece  all 
at  once.    Decrease  the  magnetization  of  the  fields.    Increase  the  air 
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gap  or  reduce  the  distance  between  the  teeth.  But  these  are  nearly 
all  matters  of  first  construction  and  are  made  right  by  good 
manufacturers. 

Cause  9.    Hnnuning  due  to  alternating  or  pulsating  current. 

Symptom.  This  gives  a  sound  similar  to  that  in  the  preceding 
case.  The  two  can  be  distinguished,  if  necessary,  by  determining 
whether  the  note  given  out  corresponds  to  the  number  of  sltema- 
tiona  or  to  the  number  of  armature  teeth  passing  per  second.  Usu- 
ally the  latter  is  considerably  greater  than  the  former. 

Remedy.  This  trouble  is  confined  to  alternating  apparatus, 
and  its  effects  can  be  reduced  by  proper  design  and  by  mounting 
the  machine  so  as  to  deaden  the  sound  as  far  as  possible. 

Note. — It  often  happens  that  a  generator  or  motor  seems  to  make  a  noiM, 
which  in  reality  is  caused  bj  the  engine  or  other  machine  with  which  it  is  con- 
nected. Careful  liHtening  with  the  ear  close  to  the  different  paria  will  show 
eiactlj  where  the  noise  originate*.  A  very  sensitive  metliod  ot  locating  a 
Qoiw  or  vibration  is  to  place  one  end  of  a  short  stick  betneeD  the  teeth,  and 
press  the  other  end  squarely  against  the  various  parts,  to  ascertain  which  par- 
ticular one  gives  the  greatest  vibration. 


VII.     SPEED  NOT  RIGHT 

This  is  generally  a  serious  matter  in  either  a  generator  or  a 
motor,  and  it  is  always  desirable  and  often  imperative  to  shut 
down  immediately,  and  make  a  careful  investigation. 

Speed  Too  Low 

Cause  1.    Overload.    (See  I,  Cause  1.) 

Symptom.  Armature  runs  more  slowly  than  usual.  Bad 
sparking  at  commutator.  Ammeter  indicates  excessive  current. 
Armature  heats.    Belt  very  tight  on  tension  side. 

Remedy.  Reduce  the  load  on  machine,  increase  the  diameter 
of  driving  pulley,  or  decrease  the  diameter  of  driven  pulley.  If 
necessary  to  relieve  strain  of  overload,  temporarily  decrease  the 
voltage  on  either  a  generator  or  a  motor. 

Cause  2.    Short  circuit  or  ground  in  armature. 

Symptom  and  Rimcdy.  Symptom  and  remedy  the  same  as  in 
case  of  III,  Cause  2  and  Cause  6. 


MANAGEMENT  OF  DYNAMO-ELECTRIC  MACHINERY  131 

Cause  3.    Armature  strikes  pole  pieces. 

Symptom  and  Remedy,  Symptom  and  remedy  the  same  as  in 
the  ease  of  VI,  Cause  2. 

Cause  4.    Shaft  does  not  revolve  freely  in  the  bearings. 

Symptom  and  Remedy.  Symptom  and  Remedy  the  same  as 
for  V,  all  eases. 

Cause  6.  Poor  contact  in  energy  circuit.  (This  applies  to 
single-phase  repulsion  motors  only.) 

Symptom.  As  explained  previously,  the  repulsion  motor  has 
one  set  of  brushes  short-circuited.  These  are  the  energy  brushes 
and  if  there  is  a  poor  contact  in  this  circuit,  it  will  cause  a  reduc- 
tion in  the  output  and  in  the  speed  of  the  motor.  If  this  circuit 
is  opened  entirely,  the  motor  will  stop. 

Remedy.  Test  out  this  circuit  by  any  resistance  method,  find 
the  faulty  connection,  and  repair  it. 

Speed  Too  His:h  or  Too  Low 

Cause  6.  Field  magnetism  weak.  This  has  the  effect,  on  a 
constant-voltage  circuit,  of  making  a  motor  run  too  fast  if  lightly 
loaded,  or  too  slow  if  heavily  loaded.  It  makes  a  generator  fail 
to  ** build  up"  or  excite  its  field,  or  give  the  proper  voltage  in  any 
case. 

Symptom  and  Remedy.  Symptom  and  remedy  the  same  as  in 
the  case  of  *' Sparking",  Cause  8.     (See  VII,  Cause  7;  also  IX.) 

Cause  7.    Too  high  or  too  low  voltage  on  the  circuit. 

Symptom.  This  would  cause  a  motor  to  run  too  fast  or  too 
slow,  respectively.  It  can  be  shown  by  measuring  the  voltage  of 
the  circuit. 

Remedy.  The  central  station  or  generating  plant  should  be 
notified  that  voltage  is  not  right. 

Speed  Too   His:h 

Cause  8.    Motor  too  lightly  loaded. 

Symptom.  A  series-wound  motor  on  a  constant-potential  cir- 
cuit runs  too  fast,  and  may  speed  up  to  the  bursting  point  if  the 
load  is  very  much  reduced  or  removed  entirely  (by  the  breaking 
of  the  belt,  for  example). 
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Remedy,  Care  should  be  exercised  in  using  a  series  motor 
on  a  constant-potential  circuit,  except  where  the  load  is  a  fan, 
pump,  or  other  machine  that  is  positively  connected  or  geared  to 
the  motor  so  that  there  is  no  danger  of  its  being  taken  off.  A 
shunt-  or  compound-wound  motor  should  be  used,  if  the  load  is 
likely  to  be  thrown  off. 

Cause  9.  Poor  contact  or  open  circuit  in  compensating  cir- 
cuit.    (This  applies  to  single-phase  repulsion  motors  only.) 

Symptom.  No-load  speed  may  be  one  and  one-half  times  rated 
speed. 

Remedy,  Look  for  poor  contact  or  open  circuit  and  test  by 
resistance  method.    Repair  contact  or  break. 

Vlll.     MOTOR  STOPS  OR  FAILS  TO  START 

This  is  an  extreme  case  of  the  previous  class  (**  Speed  Not 
Right''),  but  is  separated  because  it  is  more  definite  and  permits 
of  quicker  diagnosis  and  treatment.  This  heading  does  not,  of 
course,  apply  to  generators,  since  any  trouble  in  setting  these  in 
motion  is  usually  outside  of  the  machine  itself. 

Cause  1.  Qreat  overload.  A  slight  overload  causes  motor 
to  run  slowly,  but  an  extreme  overload  will,  of  course,  stop  it  en- 
tirely or  *' stall*'  it.     (See  I,  Cause  1.) 

Symptom.  Of  course  the  chief  symptom  is  the  stopping  of 
the  motor.  On  a  constant-potential  circuit  the  current  is  excessive, 
and  safety  fuse  blows  or  circuit  breaker  opens.  In  their  absence 
or  failure,  armature  is  burnt  out. 

Remedy.  Turn  off  current  instantly,  reduce  or  take  oflf  the 
load,  replace  the  fuse  or  circuit  breaker,  if  necessary,  and  turn  on 
current  again  just  long  enough  to  see  if  trouble  still  exists;  if  so, 
take  off  more  load. 

Cause  la.  Load  too  great  (a.  c.  motors).  An  induction 
motor  if  overloaded  will  slow  down  somewhat,  and  finally  stop 
altogether.  It  may  also  fail  to  start  for  the  same  reason.  A 
synchronous  motor  will  maintain  its  speed  with  any  load  it  can 
carry.  It  will  not  start  under  too  much  load  or  will  pull  out  of 
step  and  stop  if  overloaded  while  running. 

Symptom,    The  symptoms  may  be  the  same  as  in  Cause  1. 
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Also  there  will  be  a  pronounced  humming  indicating  excessive 
current  in  the  windings. 

Remedy.    Apply  remedies  as  given  in  Cause  1. 

Cause  2.  Very  excessive  friction  due  to  shaft,  bearing^,  or 
other  parts  being  jammed,  or  armature  touching  pole  pieces. 

Symptom.  Similar  to  previous  case,  but  distinguished  from 
it  by  the  fact  that  the  armature  is  hard  to  turn  even  when  load  is 
taken  off.  Examination  shows  that  the  shaft  is  too  large  or  is 
bent  or  rough,  that  the  bearing  is  too  tight,  that  the  armature 
touches  pole  pieces,  or  that  there  is  some  other  impediment  to  free 
rotation.     (See  V  and  VI.) 

Remedy.  Turn  current  off  instantly,  ascertain  and  remove 
the  cause  of  friction,  turn  on  the  current  again  just  long  enough 
to  see  if  trouble  stiU  exists;  if  so,  investigate  further. 

Cause  3.  Circuit  open.  This  may  be  due  to  (a)  safety- 
fuse  blown  or  circuit  breaker  open;  (b)  wire  in  motor  broken  or 
slipped  out  of  connections;  (c)  brushes  not  in  contact  with  com- 
mutator; (d)  switch  open;  (e)  circuit  supplying  motor  open;  (f) 
failure  at  generating  plant. 

Symptom.  Distinguished  from  Causes  1  and  2  by  the  fact 
that  if  the  load  is  taken  off,  the  motor  still  refuses  to  start,  and  yet 
armature  turns  freely. 

On  a  constant-potential  d.  c.  circuit,  the  field  circuit  alone  of  a 
shunt  motor  may  be  open,  in  which  case  the  pole  pieces  are  not 
strongly  magnetic  when  tested  with  a  piece  of  iron,  and  there  is 
a  dangerously  heavy  current  in  the  armature;  if  the  armature 
circuit  is  at  fault,  there  is  no  spark  when  the  brushes  are  lifted; 
and  if  both  are  without  current,  there  is  no  spark  when  switch  is 
opened.  One  should  be  very  careful  if  there  is  no  field  magnetism 
or  even  if  it  is  very  weak,  as  a  motor  is  liable  to  be  burnt  out  if 
the  current  is  then  thrown  upon  the  armature. 

Remedy.  Turn  off  current  instantly.  Examine  safety  fuse, 
circuit  breaker,  wires,  brushes,  switch,  and  circuit  generally,  for 
break  or  fault.  If  none  can  be  found,  turn  on  switch  again  for  a 
moment,  as  the  trouble  may  have  been  due  to  a  temporary  stop- 
page of  the  current  at  the  station  or  on  the  line.  If  motor  still 
seems  dead,  test  separately  armature,  field  coils,  and  other  parts 
of  circuit  for  continuity  with  a  magneto,  or  a  cell  of  battery  and 
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an  electric  bell,  to  see  if  there  is  any  break  in  the  circuit.  (See 
** Instructions  for  Testing'',  pages  88  to  93. 

One  of  the  simplest  ways  to  find  whether  the  circuit  has  cur- 
rent in  it  and  to  locate  any  break,  is  to  test  through  an  incan- 
descent lamp.  Two  and  five  lamps  in  series  should  be  used  on  220- 
and  500- volt  circuits,  respectively. 

Cause  3a.    Circuit  open.     (a.  c.  motors.) 

Symptom.  In  an  a.  c.  motor  there  may  be  a  pronounced  hum- 
ming, showing  that  there  is  current  in  the  motor,  and  yet  it  will 
not  start.  Even  with  no  load  the  motor  will  not  start,  although 
the  rotor  may  be  turned  by  hand. 

Remedy.  Turn  oflp  current.  Check  connections  external  to 
motor  to  locate  any  open  circuit.  If  one  phase  only  is  open,  allow- 
ing only  single-phase  current  to  reach  the  motor,  it  will  not  start 
and  the  fault  can  be  repaired  and  the  motor  started.  If  no  open 
circuit  can  be  found,  try  again  to  start  the  motor,  since  the  circuit 
from  the  power  house  may  have  been  temporarily  interrupted.  If 
the  motor  still  fails  to  start,  the  trouble  must  be  from  an  open 
circuit  within  the  motor  and  the  usual  tests  for  this  condition  will 
have  to  be  made.  It  may  be  necessary  in  this  case  to  remove  some 
coils  and  replace  them  with  new  ones.  If  it  is  an  induction  motor 
with  an  external  resistance  in  the  rotor  circuit,  a  test  should  be 
made  for  grounds  or  short  circuits  in  the  resistance.  Sucn  grounds 
or  shorts  can  usually  be  easily  found  and  removed. 

In  addition  to  the  above,  there  may  be  an  open  circuit  in  some 
auxiliary  apparatus,  such  as  a  transformer  or  starting  compen- 
sator. Tests  for  open  circuits  should  be  applied  to  these  auxiliaries 
as  well  as  to  the  motor  and  the  breaks  or  loose  connections  repaired. 

Cause  4.  Wrong  connection  or  complete  short  drcuit  of 
field,  armature,  switch,  etc. 

General  Symptom.  Distinguished  from  Causes  1  and  2  in  the 
same  way  as  Cause  3,  and  differs  from  Cause  3  in  the  evidence  of 
strong  current  in  motor. 

Symptom  on  a  constant-potcntiul  circuit.  If  current  is  very 
great  it  indicates  a  short  circuit.  If  the  field  is  at  fault  it  will  not 
be  strongly  magnetic. 

The  possible  complications  of  wrong  connections  are  so  great 
that  no  exact  rules  can  be  given.     Carefully  examine  and  make 
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sure  of  the  correctness  of  all  connections  (see  "Diagram  of  Con- 
nections''  accompanying  the  machine).  This  trouble  is  usually 
inexcusable,  since  only  a  competent  person  should  ever  set  up  a 
machine  or  change  its  connections. 

Symptoms  in  the  three-wire  (220-volt  direct-current)  system. 
Several  peculiar  conditions  may  exist,  as  follows : 

(a)  The  generator  or  generators  on  one  side  of  the  system  may 
become  reversed,  so  that  both  of  the  outside  wires  are  positive  or 
negative.  In  that  case  a  motor  fed  in  the  usual  way  from  the  two 
outside  wires  will  get  no  current,  but  lamps  connected  between  the 
neutral  wire  and  either  of  the  outside  wires  will  bum  as  usual. 

(b)  If  one  of  the  outside  wires  is  open  by  the  blowing  of  a 
fuse,  an  accidental  break,  or  other  cause,  then  a  motor  (220-volt) 
beyond  the  break  can  get  some  current  at  110  volts  through  any 
lamps  that  may  be  on  the  same  side  of  the  break  as  itself,  and  on 
the  same  side  of  the  system  as  the  conductor  that  is  open.  These 
lamps  will  light  up  when  the  motor  is  connected,  but  the  motor 
will  have  little  or  no  power  unless  the  number  of  lamps  is  large. 

(c)  If  the  neutral  or  middle  wire  is  open,  a  motor  connected 
with  the  outside  wires  will  run  as  usual ;  but  lamps  on  one  side  of 
the  system  will  bum  more  brightly  than  those  on  the  other  side, 
unless  the  two  sides  are  perfectly  balanced. 

(d)  If  one  of  the  outside  wires  becomes  accidentally  grounded, 
a  110- volt  generator,  motor,  or  other  apparatus,  also  grounded  and 
connected  to  the  other  outside  wire,  wiU  receive  220  volts,  which 
will  probably  bum  it  out. 

Polyphase  Induction  Motor  Operates  Sins:le-Pha8e 

Cause.    Open  circuit  in  one  lead. 

Symptom.  Motor  ^ill  net  carry  full  rated  load  and  heats 
too  much.  Motors  are  often  started  with  the  fuses  cut  out.  In 
that  case  the  motor  would  start  satisfactorily  and  a  blown  fuse  in 
one  leg  would  not  be  discovered.  After  once  up  to  speed,  the 
motor  could  be  thrown  over  to  running  position  and  would  run 
single-phase,  but  would  carry  only  a  part  of  its  load  (about  70  per 
cent  for  a  three-phase  motor). 

Remedy.    Locate  the  break  in  the  circuit  and  replace  the  f 
or  repair  the  break. 
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an  electric  bell,  to  see  if  there  is  any  break  in  the  circuit.  (See 
** Instructions  for  Testing'',  pages  88  to  93. 

One  of  the  simplest  ways  to  find  whether  the  circuit  has  cur- 
rent in  it  and  to  locate  any  break,  is  to  test  through  an  incan- 
descent lamp.  Two  and  five  lamps  in  series  should  be  used  on  220- 
and  500- volt  circuits,  respectively. 

Cause  3a.    Circuit  open.     (a.c.  motors.) 

Symptom.  In  an  a.  c.  motor  there  may  be  a  pronounced  hum- 
ming, showing  that  there  is  current  in  the  motor,  and  yet  it  will 
not  start.  Even  with  no  load  the  motor  will  not  start,  although 
the  rotor  may  be  turned  by  hand. 

Remedy.  Turn  off  current.  Check  connections  external  to 
motor  to  locate  any  open  circuit.  If  one  phase  only  is  open,  allow- 
ing only  single-phase  current  to  reach  the  motor,  it  will  not  start 
and  the  fault  can  be  repaired  and  the  motor  started.  If  no  open 
circuit  can  be  found,  try  again  to  start  the  motor,  since  the  circuit 
from  the  power  house  may  have  been  temporarily  interrupted.  If 
the  motor  still  fails  to  start,  the  trouble  must  be  from  an  open 
circuit  within  the  motor  and  the  usual  tests  for  this  condition  will 
have  to  be  made.  It  may  be  necessary  in  this  case  to  remove  some 
coils  and  replace  them  with  new  ones.  If  it  is  an  induction  motor 
with  an  external  resistance  in  the  rotor  circuit,  a  test  should  be 
made  for  grounds  or  short  circuits  in  the  resistance.  Sucn  grounds 
or  shorts  can  usually  be  easily  found  and  removed. 

In  addition  to  the  above,  there  may  be  an  open  circuit  in  some 
auxiliary  apparatus,  such  as  a  transformer  or  starting  compen- 
sator. Tests  for  open  circuits  should  be  applied  to  these  auxiliaries 
as  well  as  to  the  motor  and  the  breaks  or  loose  connections  repaired. 

Cause  4.  Wrong  connection  or  complete  short  circuit  of 
field,  armature,  switch,  etc. 

General  Symptom.  Distinguished  from  Causes  1  and  2  in  the 
same  way  as  Cause  3,  and  differs  from  Cause  3  in  the  evidence  of 
strong  current  in  motor. 

Symptom  on  a  constant-potential  circuit.  If  current  is  very 
great  it  indicates  a  short  circuit.  If  the  field  is  at  fault  it  will  not 
be  strongly  magnetic. 

The  possible  complications  of  wrong  connections  are  so  great 
that  no  exact  rules  can  be  given.     Carefully  examine  and  make 
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sure  of  the  correctness  of  all  connections  (see  "Diagram  of  Con- 
nections"  accompanying  the  machine).  This  trouble  is  usually 
inexcusable,  since  only  a  competent  person  should  ever  set  up  a 
machine  or  change  its  connections. 

Symptoms  m  the  three-wire  (220'Volt  direct-current)  system. 
Several  peculiar  conditions  may  exist,  as  follows : 

(a)  The  generator  or  generators  on  one  side  of  the  system  may 
become  reversed,  so  that  both  of  the  outside  wires  are  positive  or 
negative.  In  that  case  a  motor  fed  in  the  usual  way  from  the  two 
outside  wires  will  get  no  current,  but  lamps  connected  between  the 
neutral  w^ire  and  either  of  the  outside  wires  will  bum  as  usual. 

(b)  If  one  of  the  outside  wires  is  open  by  the  blowing  of  a 
fuse,  an  accidental  break,  or  other  cause,  then  a  motor  (220- volt) 
beyond  the  break  can  get  some  current  at  110  volts  through  any 
lamps  that  may  be  on  the  same  side  of  the  break  as  itself,  and  on 
the  same  side  of  the  system  as  the  conductor  that  is  open.  These 
lamps  will  light  up  when  the  motor  is  connected,  but  the  motor 
will  have  little  or  no  power  unless  the  number  of  lamps  is  large. 

(c)  If  the  neutral  or  middle  wire  is  open,  a  motor  connected 
with  the  outside  wires  will  run  as  usual ;  but  lamps  on  one  side  of 
the  system  will  bum  more  brightly  than  those  on  the  other  side, 
unless  the  two  sides  are  perfectly  balanced. 

(d)  If  one  of  the  outside  wires  becomes  accidentally  grounded, 
a  110- volt  generator,  motor,  or  other  apparatus,  also  grounded  and 
connected  to  the  other  outside  wire,  will  receive  220  volts,  which 
will  probably  bum  it  out. 

Polyphase  Induction  Motor  Operates  Sins:le-Pha8e 

Cause.    Open  circuit  in  one  lead. 

Symptom.  Motor  will  net  carry  full  rated  load  and  heats 
too  much.  Motors  are  often  started  with  the  fuses  cut  out.  In 
that  case  the  motor  would  start  satisfactorily  and  a  blown  fuse  in 
one  leg  would  not  be  discovered.  After  once  up  to  speed,  the 
motor  could  be  thrown  over  to  running  position  and  would  run 
single-phase,  but  would  carry  only  a  part  of  its  load  (about  70  per 
cent  for  a  three-phase  motor). 

Remedy,  Locate  the  break  in  the  circuit  and  replace  the  fuse 
or  repair  the  break. 
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Synchronous  Motor  Fails  to  Reach  Synchronous  Speed 

Cause  1.    Short-circuited  field. 

Symptom,  Motor  starts,  but  comes  up  to  a  speed  far  below 
synchronism  and  sticks  at  that  speed.  This  speed  is  not  high 
enough  to  allow  the  starting  switch  to  be  thrown  over  into  fuU 
voltage  position. 

Remedy.  Open  the  circuit.  Examine  the  revolving  field  for 
external  short  circuits,  or  shorts  in  the  connections  between  spools 
and  collector  rings.  If  a  resistance  is  used  across  the  fields  in 
starting,  it  may  be  short-circuited,  thus  shorting  the  fields.  Test 
the  field  circuit  for  grounds  which  might  cause  short  circuits. 
Remove  any  shorts  discovered.  The  motor  will  then  come  within 
about  5  per  cent  of  full  speed  on  the  starting  tap  of  the  trans- 
former or  compensator  and  can  be  thrown  on  full  voltage  and 
given  current  in  the  fields. 

Cause  2.    Too  much  load. 

Symptom.  The  motor  may  fail  entirely  to  start,  or  may 
come  up  to  sub-synchronous  speed  as  in  the  previous  case. 

Remedy,  Remove  some  of  the  load,  or  arrange  a  clutch  so 
that  the  load  can  be  applied  after  the  motor  is  on  the  line  and 
running  at  full  speed.  If  neither  of  these  methods  can  be  used, 
an  auxiliary  induction  motor  may  be  belted  to  the  motor  to  help 
it  up  to  speed. 

Synchronous   Motor   Flashes  Across   Collector  Rings  or  End   Field 

Coils  at  Starting 

Cause.    High  voltage  induced  in  fields. 

Symptom.  When  starting  switch  is  first  thrown  in,  a  bad 
flash  appears  at  the  collector  rings  or  field  coils. 

Remedy.  Insert  a  properly  designed  resistance  so  that  it  is 
across  the  fields  during  the  starting  operation.  This  resistance 
will  prevent  the  rise  in  voltage,  whicli,  in  some  machines,  may 
reach  a  value  as  high  as  2500  or  3000  volts. 

IX.     DYNAMO  FAILS  TO  GENERATE 

This  trouble  is  almost  always  caused  by  the  inability  of  a 
generator  to  ''build  up"  or  excite  its  field-magnetism  sufficiently. 
The  proper  starting  of  a  s(*lf-exciting  machine  requires  a  certain 
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amount  of  residual  magnetism,  which  must  be  increased  to  full 
strength  by  the  current  generated  in  the  machine  itself.  This 
trouble  is  not  likely  to  occur  on  a  separately-excited  machine; 
and  if  it  does,  it  is  usually  due  to  the  exciter  failing  to  generate, 
and  therefore  amounts  to  the  same  thing. 

Cause  1.    Residual  magnetism  too  weak  or  destroyed. 

This  may  be  due  to  (a)  vibration  or  jar;  (b)  proximity  of 
another  generator ;  (c)  earth 's  magnetism ;  (d)  accidental  reversed 
current  through  fields,  not  enough  to  completely  reverse  mag- 
netism. The  complete  reversal  of  the  residual  magnetism  in  any 
machine  will  not  prevent  its  generating,  but  will  only  make  it 
build  up  of  opposite  polarity.  Sometimes  reversal  of  residual 
magnetism  may  be  very  objectionable,  as  in  case  of  charging 
storage  batteries,  but,  although  the  popular  supposition  is  to  the 
contrary,  it  will  not  cause  the  machine  to  fail  to  generate. 

Symptom.  Little  or  no  magnetic  attraction  when  the  pole 
pieces  are  tested  with  a  piece  of  iron. 

Remedy.  Send  a  magnetizing  current  from  another  machine 
or  battery  through  the  field  coils,  then  start  and  try  the  machine ; 
if  this  fails,  apply  the  current  in  the  opposite  direction,  since  the 
magnets  may  have  enough  polarity  to  prevent  the  battery  building 
them  up  in  the  direction  first  tried. 

Shift  the  brushes  backward  in  a  generator  or  forward  in  a 
motor  to  make  armature  magnetism  assist  field. 

Cause  2.  Reversed  connections  or  reverse  direction  of  rota- 
tion. 

Symptom.  Wlien  running,  pole  pieces  show  no  attraction  for 
a  piece  of  iron.  The  application  of  external  current  cannot  be 
made  to  start  the  machine,  as  in  the  case  of  Cause  1,  because, 
whichever  way  the  field  may  be  magnetized,  th^  resulting  current 
generated  by  armature  opposes  and  destroys  the  magnetism. 

Remedy,  (a)  Reverse  either  armature  connections  or  field 
connections,  but  not  both,  (b)  Move  brushes  through  180  degrees 
for  two-pole,  90  degrees  for  four-pole  machines,  etc.  (c)  Reverse 
direction  of  rotation.  After  each  of  the  above  are  tried,  the  field 
may  have  to  be  built  up  with  a  battery  or  other  current,  since  the 
causes  in  tliis  case  tend  to  destroy  whatever  residual  magnetism 
may  have  been  present. 
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Cause  3.    Short  circuit  in  the  machine  or  external  circuit. 

This  applies  to  a  shunt-wound  machine,  and  has  the  effect  of 
preventing  the  voltage  and  the  field  magnetism  from  building  up. 

Symptom.    Magnetism  weak,  but  still  quite  perceptible. 

Remedy,  If  the  short  circuit  is  in  the  external  circuit,  open- 
ing the  latter  will  allow  the  dynamo  to  build  up  and  generate  full 
voltage.  If  the  short  circuit  is  within  the  machine,  it  should  be 
found  by  careful  inspection  or  testing.  In  either  of  these  cases, 
do  not  connect  the  external  circuit  until  short  circuit  is  found 
and  eliminated.  A  slight  short  circuit,  such  as  that  caused  by 
copper  dust  on  the  brush  holder  or  commutator,  may  prevent  the 
magnetism  of  a  shunt  machine  from  building  up.  (See  ** Spark- 
ing*', I,  Causes  5  and  8.)  Too  much  load  might  prevent  a  shunt 
dynamo  from  building  up  its  field  magnetism,  in  which  case  the 
load,  or  some  of  it,  should  be  disconnected  in  starting. 

Cause  4.    Field  coils  opposed  to  each  other. 

Symptom,  Upon  passing  a  current  from  another  source  of 
supply,  the  following  symptom  will  exist:  If  the  pole  pieces  of  a 
bipolar  machine  are  approached  with  a  compass  or  other  freely 
suspended  magnet,  they  both  attract  the  same  end  of  the  magnet, 
showing  them  to  be  of  the  same  polarity,  whereas  they  should 
always  be  of  opposite  polarity. 

For.  similar  reasons  the  pole  pieces  are  magnetic  when  tested 
separately  with  a  piece  of  iron,  but  show  less  attraction  when  the 
same  piece  of  iron  is  applied  to  both  at  once,  in  which  latter  case 
the  attraction  should  be  stronger.  In  multipolar  machines  these 
tests  should  be  applied  to  consecutive  pole  pieces. 

Remedy,  Reverse  the  connections  of  the  incorrectly  connected 
coils  in  order  to  make  the  polarity  of  the  pole  pieces  opposite. 
The  pole  pieces  should  be  alternately  north  and  south. 

Cause  5.    Open  circuit.    This  may  be  due  to   (a)   broken 

wire  or  faulty  connection  in  machine;  (b)  brushes  not  in  contact 
with  commutator;  (c)  safety  fuse  melted  or  absent;  (d)  switch 
open;  (e)  external  circuit  open. 

Symptom.  If  the  trouble  is  merely  due  to  the  switch  or 
external  circuit  being  open,  the  magnetism  of  a  shunt  generator 
may  be  at  full  strength,  and  the  machine  itself  may  be  working 
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perfectly;  but  if  the  trouble  is  in  the  machine,  the  field  mag- 
netism will  probably  be  very  weak. 

Remedy,  Make  a  very  caiief ul  examination  for  open  circuit ; 
if  not  found,  test  separately  the  field  coils,  armature,  etc.,  for 
continuity,  with  magneto  or  cell  of  battery  and  electric  bell.  (See 
''Instructions  for  Testing'',  p.  92,  also  VIII,  Cause  3.) 

A  break,  poor  contact,  or  excessive  resistance  in  the  field 
circuit  or  field  rheostat  of  a  shunt  dynamo  will  also  make  the 
magnetism  weak  and  prevent  its  building  up.  This  may  be 
detected  and  overcome  by  cutting  out  the  rheostat  for  a  moment 
by  connecting  the  two  terminals  of  the  field  coils  to  the  two 
brushes  respectively,  care  being  taken  not  to  make  a  short  circuit. 

A  break  or  abnormally  high  resistance  anywhere  in  the 
external  circuit  of  a  series-wound  dynamo  wiU  prevent  it  from 
generating,  since  the  field  coil  is  in  the  main  circuit.  This  may 
be  detected  and  overcome  by  short-circuiting  the  machine  for  a 
moment  in  order  to  start  up  the  magnetism. 

Either  of  these  two  remedies  by  short-circuiting  should  be 
applied  very  carefully,  and  not  until  the  pole-pieces  have  been 
tested  with  a  piece  of  iron  to  make  sure  that  the  magnetism  is  weak. 

Cause  6.    Brushes  not  in  proper  position. 

Symptom,  The  strength  of  the  field  increases,  and  the  volt- 
age of  the  generator  builds  up. 

Remedy,  It  sometimes  happens  that  brushes  are  not  set  at 
the  proper  point  on  commutator  and,  if  the  residual  magnetism  is 
already  weak,  the  machine  may  fail  to  build  up.  Almost  all  modem 
generators  made  in  this  country  have  the  brushes  set  about  oppo- 
site the  center  of  the  pole  piece.  Generators  require  the  brushes 
to  be  shifted  in  the  direction  of  rotation  of  the  armature;  motors 
require  a  backward  shift  to  the  brushes.  Occasionally  a  generator 
may  be  found  with  armature  wound  in  such  a  way  that  the  proper 
position  of  the  brushes  is  midway  between  the  adjacent  pole  tips. 

X.  VOLTAGE  OF  GENERATOR  NOT  RIGHT 

Cause  1.    Speed  too  low.     (See  VII.) 

Remedy.  Increase  speed  of  the  prime  mover  if  possible; 
when  this  cannot  be  done,  decrease  the  diameter  of  the  driven 
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pulley  or  increase  the  diameter  of  the  driving  pulley,  preferably 
the  latter. 

Cause  2.    Field  magnetism  weak. 

Symptom  and  Remedy.    See  I,  Cause  8. 

Cause  3.    Brushes  not  in  proper  position. 

Symptom  and  Remedy,     See  I,  Cause  2. 

Cause  4.    Machine  overloaded. 

Symptom  and  Remedy.  See  I,  Cause  1,  and  VII,  Cause  1; 
also  increase  field  excitation,  if  possible. 

Cause  5.    Short-circuited  armature  coil  or  coils. 

Symptom  and  Remedy.     See  I,  Cause  5. 

Cause  6.    Reversed  armature  coil  or  coils. 

Symptom  and  Remedy.     See  I,  Cause  5. 

VolUs:e  Too  His:h 

Cause  7.    Speed  too  high. 

Remedy.    Apply  the  reverse  of  treatment  given  in  Cause  1. 

Cause  8.    Field  magnetism  too  powerful. 

Remedy.  Increase  resistance  of  shunt-field  circuit,  by  means 
of  a  shunt-field  rheostat. 

Cause  9.    Machine  compounds  too  much. 

Remedy.  Decrease  resistance  of  series-field  shunt.  (See 
'* Compound- Wound  Dynamos'*,  page  17,  Part  I.) 

In  commutating-pole  generators  it  sometimes  happens  that 
the  commutating  poles  themselves  exert  a  compounding  effect; 
especially  is  this  true  if  the  brushes  are  shifted  slightly  back  of  the 
proper  neutral  point. 


262 


'( 


J 


ELECTRIC  LIGHTING 


HISTORY  AND  DEVELOPMENT 

The  history  of  electric  lighting  as  a  commercial  proposition  begins 
with  the  invention  of  the  Gramme  dynamo  by  Z.  J.  Gramme,  in 
1870,  together  with  the  introduction  of  the  Jablochkoflf  candle  or 
light,  which  was  first  announced  to  the  public  in  1876,  and  which 
formed  a  feature  of  the  International  Exposition  at  Paris  in  1878. 
Up  to  this  time,  the  electric  light  was  known  to  but  few  investigators, 
one  of  the  earliest  being  Sir  Humphrey  Davy  who,  in  1810,  produced 
the  first  arc  of  any  great  magnitude.  It  was  then  called  the  voltaic 
arc,  and  resulted  from  the  use  of  two  wood  charcoal  pencils  as  elec- 
trodes and  a  powerful  battery  of  voltaic  cells  as  a  source  of  current. 

From  1840  to  1859,  many  patents  were  taken  out  on  arc  lamps, 
most  of  them  operated  by  clockwork,  but  these  were  not  successful, 
due  chiefly  to  the  lack  of  a  suitable  source  of  current,  since  all  de- 
pended on  primary  cells  for  their  power.  The  interest  in  this  form 
of  light  died  down  about  1859,  and  nothing  further  was  attempted 
until  the  advent  of  the  Gramme  dynamo. 

The  incandescent  lamp  was  but  a  piece  of  laboratory  apparatus 
up  to  1878,  at  which  time  Edison  produced  a  lamp  using  a  platinum 
spiral  in  a  vacuum,  as  a  source  of  light,  the  platinum  being  rendered 
incandescent  by  the  passage  of  an  electric  current  through  it.  The 
first  successful  carbon  filament  was  made  in  1879,  this  filament  being 
formed  from  strips  of  bamboo.  The  names  of  Edison  and  Swan  are 
intimately  connected  with  these  early  experiments. 

From  this  time  on,  the  development  of  electric  lighting  has  been 
very  rapid  and  the  consumption  of  incandescent  lamps  alone  has 
reached  several  millions  each  year.  When  we  compare  the  small 
amount  of  lighting  done  by  means  of  electricity  twenty-five  years  ago 
with  the  enormous  extent  of  lighting  systems  and  the  numerous 
applications  of  electric  illumination  as  they  are  today,  the  growth 
and  development  of  the  art  is  seen  to  be  very  great  and  the  value  of 
a  study  of  this  subject  may  be  readily  appreciated.    Electricity  may 
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not  always  furnish  the  cheapest  light,  but  its  admirable  qualities 
and  its  convenience  of  operation  make  it  by  far  the  most  desirable. 

CLASSIFICATION 

The  subject  of  electric  lighting  may  be  classified  as  follows: 

(1)  The  type  of  lamps  used. 

(2)  The  methods  of  distributing  power  to  the  lamps. 

(3)  The  use  made  of  the  light  or  its  application. 

(4)  Photometry  and  lamp  testing. 

The  types  of  lamps  used  may  be  subdivided  into: 

(1)  Incandescent  lamps:  carbon  and  metallic  filament. 

(2)  Special  lamps:  exhausted  bulb  without  filament,  such  as  the  Cooper- 
Hewitt  lamp  and  the  Moore  tube  lamp. 

(3)  Arc  lamps:  ordinary  carbon  and  flaming  arc. 

INCANDESCENT  LAMPS 

HistoricaL  The  incandescent  lamp  is  by  far  the  most  common 
type  of  lamp  used  and  the  principle  of  its  operation  is  as  follows: 

If  a  current  of  /  amperes  is  sent  through  a  conductor  whose 
resistance  is  R  ohms  for  a  time  t  seconds,  the  conductor  is  heated, 
the  heat  generated  being  expressed  in  joules  or  watt-seconds  thus: 

Heat  generated  =  PR  t 

If  the  current,  material,  and  conditions  are  so  chosen  that  the 
substance  may  be  heated  in  this  way  until  it  gives  out  light,  i.  e., 
becomes  incandescent  and  does  not  deteriorate  too  rapidly,  we  have 
an  incandescent  lamp.  Carbon  was  the  first  successful  material  to 
be  chosen  for  this  conductor  and  for  a  long  time  all  attempts  to  sub- 
stitute another  substance  in  place  of  carbon  failed.  Within  the  last 
few  years  metallic  filament  lamps  have  been  introduced  commercially 
w4th  great  success  and  the  carbon  incandescent  lamp  is  now  only 
used  for  special  purposes  such  as  in  the  case  of  very  low  candle- 
power  units  operated  at  commercial  voltages. 

Tungsten  lamps  are  now  used  in  the  majority  of  cases  and  these 
and  other  types  which  have  proved  entirely  or  partially  successful 
will  be  treated  later.  The  present  form  of  carbon  incandescent 
lamp  has,  however,  been  much  improved  over  the  first  forms  and, 
owing  to  the  historical  importance  of  this  lamp,  the  method  of  manu- 
facture will  be  briefly  considered. 
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CARBON  FILAMENT  LAMPS 

ORDINARY  TYPE 

Method  of  Manufacture.  Preparation  of  the  Filament.  Cellu- 
lose, a  chemical  compound  rich  in  carbon,  is  prepared  by  treating 
absorbent  cotton  with  zinc  chloride  in  proper  proportions  to  form  a 
uniform  gelatine-like  mass.  This  material  is  then  forced,  "squirted*', 
through  steel  dies  into  alcohol,  the  alcohol  serving  to  harden  the  soft 
transparent  threads,  which  are  then  dried,  cut  to  the  desired  lengths, 
wound  on  forms,  and  carbonized  by  heating  to  a  high  temperature 
away  from  air.  During  carbonization,  the  material  becomes  hard 
and  stiff,  assuming  a  permanent  form;  after  cooling,  the  filaments 
are  removed,  measured,  and  inspected. 

Mounting  the  Filament.  After  carbonization,  the  filaments 
are  mounted  or  joined  to  wires  leading  into  the  globe  or  bulb.  These 
wires  are  made  of  platinum — platinum  being  the  only  conductor,  so 
far  as  known,  that  expands  and  contracts  the  same  as  glass  with 
change  in  temperature  and  which,  at  the  same  time,  will  not  be  melted 
by  the  heat  developed  in  the  carbon.  Since  the  bulb  must  remain 
air-tight,  a  substance  expanding  at  a  different  rate  from  the  glass 
cannot  be  used.  The  filament  is  fastened  to  the  leading^n  wires  by 
means  of  the  pasted  joint.  Finely  powdered  carbon  is  mixed  with 
some  adhesive  compound  such  as  molasses,  and  this  mixture  is  used 
as  a  paste  for  fastening  the  carbon  to  the  platinum.  Later,  when 
current  is  sent  through  the  joint,  the  volatile  matter  is  driven  off 
and  only  the  carbon  remains.  This  makes  a  cheap  and,  at  the  same 
time,  a  very  eflBcient  joint. 

Flashing,  Filaments,  prepared  and  mounted  in  the  manner 
just  described,  are  fairly  uniform  in  resistance,  but  it  has  been  found 
that  their  quality  may  be  much  improved  and  their  resistance  very 
closely  regulated  by  depositing  a  layer  of  carbon  on  the  outside  of  the 
filament  by  the  process  of  flashing,  i.  e.,  heating  the  filament  to  a 
high  temperature  in  a  hydrocarbon  gas,  such  as  gasoline  vapor, 
under  partial  vacuum.  Current  is  passed  through  the  filament  to 
accomplish  the  heating.    The  effects  of  flashing  are  as  follows: 

(1)  The  diameter  of  the  filament  is  increased  by  the  deposited  carbon 
and  hence  its  resistance  is  decreased.  The  process  must  be  discontinued  when 
the  desired  resistance  is  reached.    Any  little  irregularities  in  the  filament  will 


267 


ELECTRIC  LIGHTING 


As  soon  as  incandescence  is  reached,  the  illumination  increases 
much  more  rapidly  than  the  emission  of  heat;  hence  the  increase  in 
efficiency  shown  in  Fig.  2.  Were  it  not  for  the  rapid  disintegration 
of  the  ordinary  carbon  filament  at  high  temperature,  an  efficiency 
higher  than  3.1  watts  could  be  obtained.  By  a  special  treatment  of 
the  carbon  filaments,  the  nature  of  the  carbon  is  so  changed  that 
the  filaments  may  be  run  at  a  higher  temperature  and  the  lamps 
may  still  have  a  life  comparable  to  that  of  the  3.1-watt  lamp.  Lamps 
using  these  special  carbon  filaments  are  known  as  "gem  metallized 
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filament  lamps",  or  merely  as  "gem  lamps",  and  they  will  be  described 
more  fully  later. 

Relation  of  Life  to  Efficiency.  By  the  useful  life  of  a  lamp  is 
meant  the  length  of  time  a  lamp  will  burn  before  its  candle-power 
has  decreased  to  such  an  e.xtciit  tliat  it  would  be  more  economical  to 
replace  the  lamp  with  a  new  one  than  to  continue  to  use  it  at  its 
decreased  value.  A  decrease  to  80  per  cent  of  the  initial  candle- 
power  of  carbon  lamps  is  now  taken  as  the  point  at  which  a  lamp 
should  be  replaLxnl  aiul  the  normal  life  of  a  lamp  is  in  the  neighbor- 
hooii  of  800  hours.  The  cu^^■es  in  Fi^,  3  show  the  relation  between 
voltage,  candle-power,  efficiency,  and  life  for  the  ordinary  caiboa 
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lamp.  These  curves  sliow  that  a  3  per  cent  increase  of  voltage  on 
the  lamp  reduces  the  life  by  one-half,  while  an  increase  of  6  per  cent 
causes  the  useful  life  to  fall  to  one-third  its  normal  value.  The 
effect  is  even  greater  when  3.1  watt  lamps  are  used,  but  not  so  great 
with  i-watt  lamps.  From  this  we  see  that  the  regulation  of  the 
voltage  used  on  the  system  must  be  very  good  if  high  efficiency 
lamps  are  to  be  used,  and  this  regulation  will  determine  the  efficiency 
of  the  lamp  to  be  installed. 

Lamps  should  always  be  renewed  at  the  end  of  their  useful  life — 
this  point  being  termed  the  "smashing  point" — as  it  is  cheaper  to 
replace  the  lamp  than  to  run  it  at  the  reduced  candle-power.  Some 
recommend  running  these  lampsat  a  higher  voltage,  but  that  means 
at  a  reduced  life,  and  it  is  not  good  practice  to  do  this. 

Fig.  4  shows  the  life  curves  of  a  series  of  carbon  incandescent 
lamps.  These  curves  show  that  there  is  an  increase  in  the  candle- 
power  of  some  of  the  lamps  during  the  first  100  hours,  followed  by 


a  period  during  which  the  value  is  fairly  constant,  after  which  the 
light  given  by  the  lamp  is  gradually  reduced  to  about  80  per  cent 
of  the  initial  candle-power. 

OEM  METALLIZED  FILAMENT  TYPE 
Nature  of  Improvement.  When  the  incandescent  lamp  was 
first  well  established  commercially,  the  useful  life  of  a  unit,  when 
operated  at  3. 1  watts  per  candle,  was  about  200  hours.  The  improve- 
ments in  the  process  of  manufacture  have  been  continuous  from 
that  time  until  now  and  the  useful  life  of  a  lamp,  operated  at  that 
efficiency  to-<lay,  is  in  the  neighborhood  of  500  hours.  Experiments 
in  the  treatment  of  the  carbon  filament  have  led  to  the  introduction 
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of  the  gem  metallized  filament  lamp.  This  lamp  should  not  be  con- 
fused with  the  metallic  filament  lamps,  to  be  described  later, 
because  the  material  used  is  carbon,  not  a  metal.  As  a  result  of 
special  treatment  the  carbon  filament  assumes  many  of  the  charac- 
teristics of  a  metallic  conductor,  hence  the  term  "metallized  filament". 
The  word  "graphitized"  has  been  proposed  in  place  of  metallized. 

Pr^aration  of  Filament.  ^Vhen  a  filament,  as  treated  in  the 
ordinary  maimer,  is  run  at  a  high  temperature  in  a  lamp,  there  is 
no  improvement  of  the  filament,  but  it  was  discovered  that  if  the 
treated  filaments  were  subjected  to  the  extremely  high  temperature 
of  the  electric  resistance  furnace— 3000  to  3700  degrees  centigrade — 
at  atmospheric  pressure,  the  physical  nature  of  the  carbon  was 
changed  and  the  resulting  filament  could  be  operated  at  a  higher 
temperature  in  the  lamp  and  a  higher  efficiency,  and  still  maintain  a 
life  comparable  to  that  of  a  3.1-watt  lamp.  This  special  heating  of 
the  filament,  which  is  applied  to  the  base  filament  before  it  is  flashed, 
as  well  as  to  the  treated  filament,  causes  the  cold  resistance  of  the 
carbon  to  be  very  materially  decreased  and  the  filament,  as  used 
in  the  lamp,  has  a  positive  temperature  coefficient — rise  in  resistance 
with  rise  in  temperature — a  desirable  feature  from  the  standpoint 
of  voltage  regulation  of  the  circuit  from  which  the  lamps  are  oper- 
ated. The  high  temperature  also  results  in  the  driving  off  of  con- 
siderable of  the  material  which,  in  the  ordinary  lamp,  causes  the 
globe  to  blacken  after  the  lamp  has  been  in  use  for  some  time.  The 
blackening  of  the  bulb  is  responsible  to  a  considerable  degree  for 
the  decrease  in  candle-power  of  the  incandescent  lamp.    Tlie  mt-tal- 
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lized  filament  lamp  is  operated  at  an  efficiency  of  2.5  watts  per 
candle  with  a  useful  life  of  about  700  hours.  The  change  ia  candle- 
power  with  the  change  in  voltage  b  less  than  in  the  ordinary  lamp 
on  account  of  the  positive  temperature  coefficient  of  the  filament. 
These  lamps  are  not  manufactured  for  very  low  candle-powers, 
owing  to  the  difficulty  of  treating  very  slender  filaments,  but  they 
are  made  in  sizes  consuming  from  40  to  250  watts.  Table  I  fpves 
some  useful  information  in  connection  with  metallized  filament 
lamps.  The  filaments  are  made  in  a  variety  of  shapes  and  the  dis- 
tribution curves  are  usually  modified  in  practice  by  the  use  of 
shades  and  reflectors.  The  general  appearance  of  the  lamp  does 
not  differ  from  that  of  the  ordinary  carbon  lamp. 


METALLIC  FILAMENT  LAMPS 
TANTALUM  TYPE 
Nature  of  Filament.    The  first  of  the  metallic  filament  lamps  to 
be  introduced  to  any  considerable  extent  commercially  was  the  tan- 
talum lamp.     Dr.  Bolton  of  the  Siemens 
&  Halske  Company  first  discovered  the 
methods  of    obtaining  the  pure  metal 
tantalum.    This  metal  is  rendered  ductile 
and   drawn    into  slender   filaments    for 
incandescent   lamps.     Tantalum   has  a 
high  tensile  strength  and  a  high  melting 
point,  and  tantalum  filaments  are  oper- 
ated at  temperatures  much  higher  than 
those    used    with   the   carbon   filament 
lamp.    On  account  of  the  comparatively 
low  specific  resistance  of  this  material 
the  filaments  for    110-voIt   lamps  must 
be  long  and  slender,  and  this  necessitates 
a   special  form  of  support.    Figs,  5,  6, 

and  7  show  some  interesting  views  of  the  tantalum  lamp  and  the 
filament.  This  lamp  is  operated  at  the  efficiency  of  2  watts  per 
candle-power,  with  a  life  comparable  to  that  of  the  ordinary  lamp. 
By  special  treatment  it  is  possible  to  increase  the  resistance  of  the 
filaments  so  that  they  may  be  shorter  and  heavier  than  those  used 
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in  the  first  of  the  tantalum  lamps.  It  should  be  noted  that  the 
life  of  this  type  of  lamp  on  alternating-current  circuits  is  somewhat 
uncertain;  it  is  much  more  satis- 
L  factory  for  operation  on  direct- 
current  circuits. 

TUNGSTEN  VACUUM  TYPE 
Early  Methods  of  Preparing 
'  Filament.  Following  closely  upon 
the  development  of  the  tantalum 
une-ioouiMa  uouni  Lw  lamp   came  the  tungsten  lamp. 

Tungsten  possesses  a  very  high  melting  point.  An  indirect  method 
was  originally  employed  in  forming  filaments  for  incandescent  lamps 
and  there  were  several  of  these  methods  in  use.  In  one  method  a 
fine  carbon  filament  was   flashed   in  an  atmosphere  of  tungsten 
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oxychloride  mixed  with  just  the  proper  proportion  of  hydrogen,  in 
which  case  the  filament  gradually  changed  to  one  of  tunsgten.  A 
second  method  consisted  of  the  use  of  powdered  tungsten  and  some 
binding  material,  sometimes  organic  and  in  other  cases  metallic. 
The  powdered  tungsten  was  mixetl  with  the  binding  material,  the 
paste  squirted  into  filaments,  and  ^Min^  material  was  then 

expelled,  usually  by  the  aid  of  1 
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facture  consisted  of  securing  tungsten  in  colloidal  form,  squirting  it 
into  filaments,  and  then  changing  them  to  the  metallic  form  by 
passing  electric  current  through  them. 

Difficulties  in  Providing  Required  Durability.  Tungsten  lamps, 
as  formed  by  any  of  the  above  or  similar  processes,  are  extremely 
fragile,  especially  when  cold,  and  the  tungsten  lamps  in  their  early 
forms  required  very  careful  packing  for  shipment;  were  easily 
broken  in  ordinary  service;  could  not  be  used  satisfactorily  where 
there  was  appreciable  vibration;  and  there  was  a  considerable  re- 
duction in  candle-power  with  use,  due  to  the  blackening  of  the  bulb. 
The  first  commercial  tungsten  lamps  were  produced  in  1907,  or 
thereabouts,  and  the  development  of  the  lamp  has  been  continuous 
since  that  time.  An  efficiency  of  about  1.25  watts  per  candle-power 
was  early  realized  for  lamps  of  100  watts  rating  or  higher,  and 
lamps  consuming  40  and  60  watts  were  early  available.  In  1911  a 
process  was  developed  for  preparing  tungsten  in  ductile  form  and 
wiredrawn  filaments  were  made.  These  filaments  proved  to  be 
much  stronger  than  the  filaments  prepared  by  other  processes  but 
still  further  development  has  made  the  present  w^iredrawn  fila- 
ments as  much  more  rugged  than  the  first  drawn  filaments  as  these 
were  stronger  than  the  filaments  made  by  other  processes. 

Wiredrawn  Filaments.  In  the  first  stages  of  development,  wire- 
drawn filaments  were  prepared  only  with  the  very  greatest  difficulty 
but  the  wire  can  now  be  produced  in  any  desired  length  and  very 
uniform  in  cross  section.  The  material  for  the  filaments  comes  to 
the  filament  factory  in  the  form  of  a  concentrated  tungsten  ore 
from  which  tungstic  oxide  is  obtained.  This  oxide  is  reduced  by  a 
special  process  requiring  the  agency  of  an  electric  furnace  to  pro- 
duce tungsten  metal  in  a  powdered  form.  This  tungsten  metal  is  com- 
pressed into  ingots  about  6  inches  long  by  one-fourth  of  an  inch  square 
and  again  heat-treated  in  an  electric  furnace,  the  effect  of  which  treat- 
ment is  to  strengthen  the  ingot  and  make  the  material  a  good  con- 
ductor of  electricity.  The  material  is  then  subjected  to  a  tempera- 
ture near  the  melting  point  in  an  atmosphere  of  hydrogen  and  the 
result  of  this  treatment  is  to  weld  the  tungsten  particles  firmly 
together.  The  ingot  is  then  heated  and  swaged  and  the  process 
repeated  until  it  forms  a  rod  about  .03  inch  in  diameter  and  30  feet 
long.    This  rod  is  hot  drawn  through  special  diamond  dies  and 
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TABLE  II 


Data  on  Standard  Mazda  Lamps 


WATT8 

EFFICIENCY 

CAKDLB-POWKR 

VoltaKC 

t 

Rango 

Rated 

Actual 

Rating 

W.P.C. 

Lumens 
per  Watt 

Mean 
HorU'l 

Mean 
Spherical 

' 

15  \ 

15.0 
14.6 
14.2 

High 

Medium 

Low 

1.30 
1.35 
1.40 

7.54 

7.26 
7.00 

11.54 

10.80 
10.15 

9.0 
8.4 
7.9 

20 

20.0 
19.5 
19.0 

High 

Medium 

Low 

1.25 
1.30 
1.34 

7.84 
7.54 
7.31 

16.00 
15.04 
14.20 

12.5 
11.7 
11.1 

25  \ 

25.0 

24.25 

23.6 

High 

Medium 

Low 

1.17 
1.22 
1.27 

8.38 
8.03 
7.72 

21.38 
19.96 
18.55 

16.7 
15.6 
14.5 

100 
to    - 
130 

40 

40.0 
38.9 
37.8 

High 

Medium 

Low 

1.17 
1.22 
1.27 

8.38 
8.03 
7.72 

34.20 
32.00 
30.00 

26.7 
25.0 
23.4 

60  - 

f 

60.0 
58.3 
56.6 

High 

Medium 

Low 

1.16 
1.21 
1.26 

8.45 
8.10 
7.78 

51.70 
48.40 
45.00 

40.3 
37.7 
35.1 

100  - 

• 

100.0 
97.2 
94.2 

High 
Medmm 

IvOW 

1.13 
1.18 
1.23 

8.68 
8.30 
7.97 

88.50 
82.40 
77.10 

60.0 
64.2 
60.1 

150  - 

^ 

k 

150.0 
146.0 
142.0 

High 

Medium 

Low 

1.12 
1.17 
1.22 

8.75 
8.38 
8.03 

134.00 
125.00 
116.00 

104.5 
97.5 
90.5 

k 

250  - 

250.0 
244.0 
238.0 

High 

Medium 

Low 

1.00 
1.04 
1.08 

9.80 
9.42 
9.07 

250.00 
234.00 
220.50 

195.0 
182.5 
172.0 

200 
to    - 
260 

' 

25 

40 

60 

100 

150 

250 

25.0 

40.0 

60.0 

100.0 

150.0 

2.50.0 

Single 
Single 
Single 
Single 
Single 
Single 

1.40 
1.31 
1.31 
1.31 
1.31 
1.31 

7.05 
7.58 
7.58 
7.58 
7.58 
7.58 

17.90 
30.50 
45.80 
76.40 
114.50 
190.80 

14.1 
24.1 
36.2 
59.8 
90.4 
150.8 

finally  reduced  to  the  desired  size,  the  final  drawings  being  made 
at  lower  temperatures  or  cold.  Graphite  is  used  as  a  lubricant 
during  the  process  of  drawing.  The  filament  of  a  10-watt  110-volt 
lamp  is  about  .00075  inch  in  diameter,  a  remarkably  fine  wire.  The 
balance  of  the  manufacture  of  the  tungsten  lamp  is  not  unlike  that 
of  the  carbon  incandescent  lamp  already  described. 
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InqMovemeiits  over  Carbon  Type.  The  modem  tungsten  lamp, 
in  addition  to  the  increased  mechanical  strength,  shows  improve- 
ments such  as:  the  use  of  a  chemical  in  the  bulb  to  better  the  candle- 
power  muntenance;  a  decrease  in  the  size  of  the  glass  bulb  and  a 
complete  standardization  of  bulb  sizes;  and  the  production  of  special 
forms  of  the  filament,  such  as  the  helical  form. 


Table  II  gives  useful  data  covering  the  regular  Mazda  lamp 
and  Fig.  8  shows  the  appearance  of  these  units. 

In  addition  to  lamps  for  IK)-  and  220-volt  service  the  tungsten 
lamp  forms  a  very  desirable  t\-pe  of  unit  for  series  systems  of  street 
lighting.  Still  another  field  is  that  of  low-voltage  lamps  for  train 
lighting,  sign  lighting,  automobiles,  etc.,  and  the  tungsten  filament 
is  well  adapted  to  miniature  lamps  which  operate  at  low  voltages. 

In  addition  to  the  higher  efficiency  the  tungsten  lamp  has  still 


14  ELECTRIC  LIGHTING 

another  advantage  over  the  older  carbon  lamps  in  that  the  variation 
in  candle-power  with  a  change  in  voltage  is  not  as  great;  hence  poor 
voltage  regulation  of  the  distribution  system  is  not  so  noticeable 
with  the  tungsten  lamps.  The  cun'es  in  Fig.  9  show  the  relative 
behavior  of  the  different  t>'pes  of  filaments  in  this  respect  and  indi- 
cate decidedly  less  change  in  candle-power  for  a  given  change  in 
voltage  for  the  tungsten  lamp.     Finally  the  light  given   by  the 


tungsten  filament,  as  usefl  in  the  tungsten  lamp,  is  whiter  than  that 
of  any  of  the  other  filaments  and  hence  is  more  desirable  for  most 
classes  of  illumination, 

NrTROOEN-FELLED  TYPE 
Characteristics  and  Efficiency.    This  lamp,  'F\g.  10,  is  the  final 
word,  at  the  present  time,  in  the  improvement  of  filament  types  of 
incan<lescent  lamps  and  it  is  a  recent  improvement  upon  the  tung- 
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sten  lamp  as  ordinarily  manufactured.  One  of  the  results  of  the  con- 
tinuous research,  which  has  been  carried  on  in  connection  with  incan- 
descent lamps,  has  been  to  show  that  if,  instead  of  containing  a  high 
vacuum,  the  bulb  of  the  tungsten  lamp  is  filled  with  the  inert  gas 


nitropen,  at  practically  atmospheric  pressure,  and  the  filament  then 
run  at  a  very  much  higher  temperature  than  had  ordinarily  been  used 
with  the  vacuum  type  of  lamp,  the  efficiency  of  the  lamp  could  be 
improved  and  the  life  of  the  unit  kept  in  the  neighborhood  of  1000 
hours,  the  normal  life  rating  of  the  regular  incandescent  units.  So  far, 
such  lamps  have  been  manufactured  in  very  large  unitsforthestandard 
lighting  circuits,  rated  at  750  and  1000  watts  and  giving  an  efficient^ 
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As  soon  as  incandescence  is  reached,  the  illumination  increases 
much  more  rapidly  than  the  emission  of  heat;  hence  the  increase  in 
efficiency  shown  in  Fig.  2.  Were  it  not  for  the  rapid  disintegration 
of  the  ordinary  carbon  filament  at  high  temperature,  an  efficiency 
higher  than  3.1  watts  could  be  obtained.  By  a  special  treatment  of 
the  carbon  filaments,  the  nature  of  the  carbon  is  so  changed  that 
the  filaments  may  be  run  at  a  higher  temperature  and  the  lamps 
may  still  have  a  life  comparable  to  that  of  the  3.1-watt  lamp.  Lamps 
using  these  special  carbon  filaments  are  known  as  "gem  metallized 
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filament  lamps",  or  merely  as  "gem  lamps",  and  they  wilt  be  described 
more  fully  later. 

Relation  of  Life  to  Efficiency.  By  the  useful  life  of  a  lamp  is 
meant  the  length  of  time  a  lamp  will  burn  before  its  candle-power 
has  decreased  to  such  an  extent  that  it  would  be  more  economical  to 
replace  the  lamp  with  a  new  one  than  to  continue  to  use  it  at  its 
decreased  value.  A  decrease  to  80  per  cent  of  the  initial  candle- 
power  of  carbon  lamps  is  now  taken  as  the  pwlnt  at  which  a  lamp 
should  be  replaced  and  the  normal  life  of  a  lamp  is  in  the  neighbor- 
hood of  800  hours.  The  curves  in  Fig.  3  show  the  relation  between 
voltage,  candle-power,  efficiency,  and  life  for  the  ordinary  carbcHi 
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lamp.  These  curves  show  that  a  3  per  cent  increase  of  voltage  on 
the  lamp  reduces  the  life  by  one-half,  while  an  increase  of  6  per  cent 
causes  the  useful  life  to  fall  to  one-third  its  normal  value.  The 
effect  is  even  greater  when  3.1  watt  lamps  are  used,  but  not  so  great 
with  4-watt  lamps.  From  this  we  see  that  the  regulation  of  the 
voltage  used  on  the  system  must  be  very  good  if  high  efficiency 
lamps  are  to  be  used,  and  this  regulation  will  determine  the  efficiency 
of  the  lamp  to  be  installed. 

Lamps  should  alwajs  be  renewed  at  the  end  of  their  useful  life — 
this  point  being  termed  the  "smashing  point"— as  it  is  cheaper  to 
replace  the  lamp  than  to  run  it  at  the  reduced  candle-power.  Some 
recommend  running  these  lamps  at  a  higher  voltage,  but  that  means 
at  a  reduced  life,  and  it  is  not  good  practice  to  do  this. 

Fig.  4  shows  the  lite  curves  of  a  series  of  carbon  incandescent 
lamps.  These  curves  show  that  tliere  is  an  increase  in  the  candle- 
power  of  some  of  the  lamps  during  the  first  100  hours,  followed  by 


Fi«.  4.     Life  Curves  of  Ci 


a  period  during  which  the  value  is  fairly  constant,  after  which  the 
light  given  by  the  lamp  is  gradually  reduced  to  about  80  per  cent 
of  the  initial  candle-power. 

OEM  METALLIZED  FrLAMENT  TYPE 
Nature  of  Improvement.  When  the  incandescent  lamp  was 
first  well  established  commercially,  the  useful  life  of  a  unit,  when 
operated  at  3. 1  watts  per  candle,  was  about  ^00  hours.  The  improve- 
ments in  the  process  of  manufacture  have  been  continuous  from 
that  time  until  now  and  the  useful  life  of  a  lamp,  operated  at  that 
efficiency  to-day,  is  in  the  neighborhood  of  oOO  hours.  Experiments 
in  the  treatment  of  the  carbon  filament  have  led  to  the  introduction 
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TABLE  I 

Life  and  Efficiency  Ratings  of  Qem  Lamps  at  the  Three  Operating 

Efficiencies 


Sise  of  Lamp 
in  Watta 

HIGH  ErnCIENCT 

MEDIUM  EmCISNCT 

LOW  EFFICIENCT 

W.P.C. 

Average 

Total  Life 

in  Hours 

W.P.C. 

Average 

Total  Tiife 

in  Hours 

W.P.C. 

Average 

Total  Life 

in  Hours 

40 

2.56 

600 

2.71 

900 

2.89 

1300 

50 

2.50 

700 

2.65 

1000 

2.81 

1500 

60 

2.50 

700 

2.65 

1000 

2.81 

1500 

80 

2.46 

700 

2.60 

1000 

2.78 

1500 

100 

2.46 

650 

2.60 

950 

2.78 

1400 

of  the  gem  metallized  filament  lamp.  This  lamp  should  not  be  con- 
fused with  the  metallic  filament  lamps,  to  be  described  later, 
because  the  material  used  is  carbon,  not  a  metal.  As  a  result  of 
special  treatment  the  carbon  filament  assumes  many  of  the  charac- 
teristics of  a  metallic  conductor,  hence  the  term  "metallized  filament". 
The  word  "graphitized"  has  been  proposed  in  place  of  metallized. 

Preparation  of  Filament.  When  a  filament,  as  treated  in  the 
ordinary  manner,  is  run  at  a  high  temperature  in  a  lamp,  there  is 
no  improvement  of  the  filament,  but  it  was  discovered  that  if  the 
treated  filaments  were  subjected  to  the  extremely  high  temperature 
of  the  electric  resistance  furnace — 3000  to  3700  degrees  centigrade — 
at  atmospheric  pressure,  the  physical  nature  of  the  carbon  was 
changed  and  the  resulting  filament  could  be  operated  at  a  higher 
temperature  in  the  lamp  and  a  higher  efficiency,  and  still  maintain  a 
life  comparable  to  that  of  a  3.1-watt  lamp.  This  special  heating  of 
the  filament,  which  is  applied  to  the  base  filament  before  it  is  flashed, 
as  well  as  to  the  treated  filament,  causes  the  cold  resistance  of  the 
carbon  to  be  very  materially  decreased  and  the  filament,  as  used 
in  the  lamp,  has  a  positive  temperature  coefficient — ^rise  in  resistance 
with  rise  in  temperature — a  desirable  feature  from  the  standpoint 
of  voltage  regulation  of  the  circuit  from  which  the  lamps  are  oper- 
ated. The  high  temperature  also  results  in  the  driving  off  of  con- 
siderable of  the  material  which,  in  the  ordinary  lamp,  causes  the 
globe  to  blacken  after  the  lamp  has  been  in  use  for  some  time.  The 
blackening  of  the  bulb  is  responsible  to  a  considerable  degree  for 
the  decrease  in  candle-power  of  the  incandescent  lamp.    The  metal- 


272 


ELECTRIC  LIGHTING  9 

lized  filameDt  lamp  is  operated  at  an  e£Sdenc/  of  2.5  watts  per 
candle  with  a  useful  life  of  about  700  hours.  The  change  in  candle- 
power  with  the  change  in  voltage  is  less  than  in  the  ordinary  lamp 
on  account  of  the  positive  temperature  coefficient  of  the  filament. 
These  lamps  are  not  manufactured  for  very  low  candle-powers, 
owing  to  the  difficulty  of  treating  very  slender  filaments,  but  they 
are  made  in  sizes  consuming  from  40  to  250  watts.  Table  I  ^ves 
some  useful  information  in  connection  with  metallized  filament 
lamps.  The  filaments  are  made  in  a  variety  of  shapes  and  the  dis- 
tribution ciu^es  are  usually  modified  in  practice  by  the  use  of 
shades  and  reflectors.  The  general  appearance  of  the  lamp  does 
not  differ  from  that  of  the  ordinary  carbon  lamp. 


METALLIC  FILAMENT  LAMPS 
TANTALUM  TYPE 
Nature  of  Filament.  The  first  of  the  metallic  filament  lamps  to 
be  introduced  to  any  considerable  extent  commercially  was  the  tan- 
talum lamp.  Dr.  Bolton  of  the  Siemens 
&  Halske  Company  first  discovered  the 
methods  of  obtaining  the  pure  metal 
tantalum.  This  metal  is  rendered  ductile 
and  drawn  into  slender  filaments  for 
incandescent  lamps.  Tantalum  has  a 
high  tensile  strength  and  a  high  melting 
point,  and  tantalum  filaments  are  oper- 
ated at  temperatures  much  higher  than 
those  used  with  the  carbon  filament 
lamp.  On  account  of  the  comparatively 
low  specific  resistance  of  this  material 
the  filaments  for  110-volt  lamps  must 
be  long  and  slender,  and  this  necessitates 
a  special  form  of  support.  Figs.  5,  6, 
and  7  show  some  interesting  views  of  the  tantalum  lamp  and  the 
filament.  This  lamp  is  operated  at  the  efficiency  of  2  watts  per 
candle-power,  with  a  life  comparable  to  that  of  the  ordinary  lamp. 
By  special  treatment  it  is  possible  to  increase  the  resistance  of  the 
filaments  so  that  they  may  be  shorter  and  heavier  than  those  used 
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in  the  first  of  the  tantalum  lamps.  It  should  be  noted  that  the 
life  of  this  type  of  lamp  on  alternating-current  circuits  is  somewhat 
uncertain;  it  is  much  more  satis- 
^=^^  -^=^- — .^^_^a  factory  for  operation  on  direct- 
current  circuits. 


TUNGSTEN  VACUUM  TYPE 
Early  Methods  of  Preparing 
'  Filament.  Following  closely  upon 
re  uid  Alter  ^^^  development  of  the  tantalum 
lamp  came  the  tungsten  lamp. 
Tungsten  possesses  a  very  high  melting  point.  An  indirect  method 
was  originally  emplo\ed  in  forming  filaments  for  incandescent  tamps 
and  there  were  several  of  these  methods  in  use.  In  one  method  a 
fine  carbon   filament  was  flashed   in   an  atmosphere  of  tungsten 
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oxychloride  mixed  witli  just  the  proper  proportion  of  hydrogen,  in 
which  case  the  filament  gradually  changed  to  one  of  tunsgten.  A 
second  method  consisted  of  the  use  of  powdered  tungsten  and  some 
binding  material,  sometimes  organic  and  in  other  cases  metallic. 
The  powdered  tungsten  was  mixed  with  the  binding  material,  the 
paste  squirted  into  filaments,  and  the  binding  material  was  then 
expelled,  usually  by  the  aid  of  heat.     Another  method  of  manu- 
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facture  consisted  of  securing  tungsten  in  colloidal  form,  squirting  it 
into  filaments,  and  then  changing  them  to  the  metallic  form  by 
passing  electric  current  through  them. 

Difficulties  in  Providing  Required  Durability.  Tungsten  lamps, 
as  formed  by  any  of  the  above  or  similar  processes,  are  extremely 
fragile,  especially  when  cold,  and  the  tungsten  lamps  in  their  early 
forms  required  very  careful  packing  for  shipment;  were  easily 
broken  in  ordinary  service;  could  not  be  used  satisfactorily  where 
there  was  appreciable  vibration;  and  there  was  a  considerable  re- 
duction in  candle-power  with  use,  due  to  the  blackening  of  the  bulb. 
The  first  commercial  tungsten  lamps  were  produced  in  1907,  or 
thereabouts,  and  the  development  of  the  lamp  has  been  continuous 
since  that  time.  An  efficiency  of  about  1.25  watts  per  candle-power 
was  early  realized  for  lamps  of  100  watts  rating  or  higher,  and 
lamps  consuming  40  and  60  watts  were  early  available.  In  1911  a 
process  was  developed  for  preparing  tungsten  in  ductile  form  and 
wiredrawn  filaments  were  made.  These  filaments  proved  to  be 
much  stronger  than  the  filaments  prepared  by  other  processes  but 
still  further  development  has  made  the  present  wiredrawn  fila- 
ments as  much  more  rugged  than  the  first  drawn  filaments  as  these 
were  stronger  than  the  filaments  made  by  other  processes. 

Wiredrawn  Filaments.  In  the  first  stages  of  development,  wire- 
drawn filaments  were  prepared  only  with  the  very  greatest  difficulty 
but  the  wire  can  now  be  produced  in  any  desired  length  and  very 
uniform  in  cross  section.  The  material  for  the  filaments  comes  to 
the  filament  factory  in  the  form  of  a  concentrated  tungsten  ore 
from  which  tungstic  oxide  is  obtained.  This  oxide  is  reduced  by  a 
special  process  requiring  the  agency  of  an  electric  furnace  to  pro- 
duce tungsten  metal  in  a  powdered  form.  This  tungsten  metal  is  com- 
pressed into  ingots  about  6  inches  long  by  one-fourth  of  an  inch  square 
and  again  heat-treated  in  an  electric  furnace,  the  effect  of  which  treat- 
ment is  to  strengthen  the  ingot  and  make  the  material  a  good  con- 
ductor of  electricity.  The  material  is  then  subjected  to  a  tempera- 
ture near  the  melting  point  in  an  atmosphere  of  hydrogen  and  the 
result  of  this  treatment  is  to  weld  the  tungsten  particles  firmly 
together.  The  ingot  is  then  heated  and  swaged  and  the  process 
repeated  until  it  forms  a  rod  about  .03  inch  in  diameter  and  30  feet 
long.    This  rod  is  hot  drawn  through  special  diamond  dies  and 
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TABLE  II 


Data  on  Standard  Mazda  Lamps 


Voltago 
Range 


100 

to 

130 


200 

to 

260 


WATT8 


BFTICIENCT 


Rated 


15   < 


20 


25 


40 


60 


100 


150 


250 


25 

40 

60 

100 

150 

250 


Actual 


15.0 
14.6 
14.2 

20.0 
19.5 
19.0 

25.0 

24.25 

23.6 

40.0 
38.9 
37.8 

60.0 
58.3 
56.6 

100.0 
97.2 
94.2 

150.0 
146.0 
142.0 

250.0 
244.0 
238.0 

25.0 

40.0 

60.0 

100.0 

150.0 

250.0 


Rating 


High 

Medium 

Low 

High 

Medium 

Low 

High 

Medium 

Low 

High 

Medium 

Low 

High 

Medium 

Low 

High 

Medium 

Low 

High 

Medium 

Low 

High 

Medium 

Low 

Single 
Single 
Single 
Single 
Single 
Single 


w.p.c. 


1.30 
1.35 
1.40 

1.25 
1.30 
1.34 

1.17 
1.22 
1.27 

1.17 
1.22 
1.27 

1.16 
1.21 
1.26 

1.13 
1.18 
1.23 

1.12 
1.17 
1.22 

1.00 
1.04 
1.08 

1.40 
1.31 
1.31 
1.31 
1.31 
1.31 


Lumens 
per  Watt 


7.64 
7.26 
7.00 

7.84 
7.64 
7.31 

8.38 
8.03 
7.72 

8.38 
8.03 
7.72 

8.45 
8.10 
7.78 

8.68 
8.30 
7.97 

8.75 
8.38 
8.03 

9.80 
9.42 
9.07 

7.06 
7.58 
7.68 
7.68 
7.58 
7.58 


CANDXX-POWKB 


Mean 
Horis'l 


11.64 
10.80 
10.16 

16.00 
15.04 
14.20 

21.38 
19.96 
18.66 

34.20 
32.00 
30.00 

61.70 
48.40 
46.00 

88.60 
82.40 
77.10 

134.00 
126.00 
116.00 

260.00 
234.00 
220.60 

17.90 
30.60 
46.80 
76.40 
114.60 
190.80 


Mean 
Spherical 


9.0 
8.4 
7.9 

12.5 
11.7 
11.1 

16.7 
16.6 
14.6 

26.7 
26.0 
23.4 

40.3 
37.7 
36.1 

69.0 
64.2 
60.1 

104.5 
97.6 
90.6 

195.0 
182.6 
172.0 

14.1 
24.1 
36.2 
69.8 
90.4 
160.8 


finally  reduced  to  the  desired  size,  the  final  drawings  being  made 
at  lower  temperatures  or  cold.  Graphite  is  used  as  a  lubricant 
during  the  process  of  drawing.  The  filament  of  a  10-watt  110-volt 
lamp  is  about  .00075  inch  in  diameter,  a  remarkably  fine  wire.  The 
balance  of  the  manufacture  of  the  tungsten  lamp  is  not  unlike  that 
of  the  carbon  incandescent  lamp  already  described. 
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s  over  CarboQ  Type.  The  modern  tungsten  lamp, 
in  addition  to  the  increased  mechanical  strength,  shows  improve- 
ments such  as :  the  use  of  a  chemical  in  the  bulb  to  better  the  candle- 
power  maintenance;  a  decrease  in  the  size  of  the  glass  bulb  and  a 
complete  standardization  of  bulb  sizes;  and  the  production  of  special 
forms  of  the  filament,  such  as  the  helical  form. 


Table  II  gives  useful  data  covering  the  regular  I^iazda  lamp 
and  Fig.  8  shows  the  appearance  of  these  units. 

In  addition  to  lamps  for  1 10-  and  220-volt  service  the  tungsten 
lamp  forms  a  very  desirable  type  of  unit  for  series  systems  of  street 
lighting.  Still  another  field  is  that  of  low-voltage  lamps  for  train 
lighting,  sign  lighting,  automobiles,  etc.,  and  the  tungsten  filament 
is  well  adapted  to  miniature  lamps  which  operate  at  low  voltages. 

In  addition  to  the  higher  efficiency  the  tungsten  lamp  has  still 
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another  advantage  over  the  older  carbon  lamps  in  that  the  variation 
in  candle-power  with  a  change  in  voltage  is  not  as  great;  hence  poor 
voltage  regulation  of  the  distribution  system  is  not  so  noticeable 
with  the  tungsten  lamps.  The  curves  in  Fig.  9  show  the  relative 
behavior  of  the  different  tj'pes  of  filaments  in  this  respect  and  indi- 
cate decidedly  less  change  in  candle-power  for  a  given  change  in 
voltage  for  the  tungsten  lamp.     Finally  the  light  given   by  the 


sod  Watu  p«r 


tungsten  filament,  as  used  in  the  tungsten  lamp,  is  whiter  than  that 
of  any  of  the  other  filaments  and  hence  is  more  desirable  for  most 
classes  of  illumination. 

NETROOEN-FrLLED  TYPE 
Characteristics  and  Efficiency.    This  lamp,  Fig.  10,  is  the  final 
word,  at  the  present  time,  in  the  improvement  of  filament  types  of 
incandescent  lamps  and  it  is  a  recent  improvement  upon  the  tung- 
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sten  lamp  as  ordinarily  manufactured.  One  of  the  results  of  the  con- 
tinuous research,  which  has  been  carried  on  in  connection  with  incan- 
descent lamps,  has  been  to  show  that  if,  instead  of  containing  a  high 
vacuum,  the  bulb  of  the  tungsten  lamp  is  filled  with  the  inert  gas 


Fig.  10.     Unmounted  Nil n>Kcn- Filled  Ump  ShoKing  Short  Hrliral  Filament 

nitrogen,  at  practically  atmospheric  pressure,  and  the  filament  then 
run  at  a  very  much  higher  temperature  than  had  ordinarily  been  used 
with  the  vacuum  type  of  lamp,  the  efficiency  of  the  lamp  could  be 
improved  and  the  life  of  the  unit  kept  in  the  neighborhood  of  1000 
hours,  the  normal  life  rating  of  the  regular  incandescent  units.  So  far, 
such  lamps  have  been  manufactured  in  very  large  units  for  thestandard 
lighting  circuits,  rated  at  750  and  1000  watts  and  giving  an  efficiency 
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TABLE  III 

Tentative  Data  covering  Nitrogen-Filled  Mazda  Lamps  for  Street 

Lighting  Service  on  Series  Circuits 

(Rated  Life— 1360  hours) 


CANDLE-POWER 

AMPERES 

WATT8  PER  CANDLE-POWEB 

80 

6.6 

.71 

100 

6.6 

.70 

250 

6.6 

.68 

400 

6.6 

.66 

600 

6.6 

.66 

80 

7.5 

.71 

250 

7.5 

.68 

400 

20.0 

.5 

600 

20.0 

.5 

1000 

20.0 

.5 

of  .65  to  .60  watts  per  candle-power;  in  sizes  from  80  to  1000  candle- 
power  for  series  lighting  circuits  and  operating  at  efficiencies  of  from 
.71  to  .5  watts  per  candle-power;  and  special  lamps  giving  several 
thousand  candle-power  and  operating  at  about  .5  watts  per  candle- 
power. 

It  is  expected  that  the  development  of  this  type  of  lamp  will 
continue.  At  the  present  time  lamps  are  only  made  with  filaments 
of  comparatively  large  cross  section  or  filaments  in  rather  tightly  coiled 
helixes,  Fig.  10;  otherwise  the  appearance  of  the  lamp  is  not  different 
from  that  of  the  usual  unit  as  manufactured  for  high  candle-powers. 

Table  III  gives  tentative  data  on  nitrogen-filled  street-lighting 
units  for  series  circuits. 

The  Just  lamp,  the  Z  lamp,  the  Osram  lamp,  the  Zircon-Wolfram 
lamp,  the  Osmin  lamp,  etc.,  were  all  tungsten  lamps,  the  filaments 
being  prepared  by  some  of  the  general  methods  already  described,  or 
modifications  of  them. 

MISCELLANEOUS  TYPES 

Other  Metallic  Filament  Lamps.  Table  IV  gives  the  melting 
points  of  several  metals  which  are  highly  refractory  and  those  already 
mentioned  are  not  the  only  ones  which  have  been  successfully  used 
in  incandescent  lamps.    Titanium,  zirconium,  iridium^  etc.,  have 
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TABLE  IV 
Meltins  Point  of  Some  Metals 


APF.OX.B.TE  MEbTlSa  PoiNT  JN 

Qhibee* 

M«T*1. 

TuDgBten 

3080-3200 

Titanium 

3000 

Tantalum 

2900 

Osmium 

2500 

Platinum 

1775 

Zirconium 

1500 

Silicon 

1200 

Carbon  (not  a  metal) 

3000 

been  successfully  employed,  but  tungsten  lamps  are  the  only  ones 
which  are  used  to  any  extent  in  the  United  States. 

Nernst  Lamp.  The  Nernst  lamp  is  still  another  form  of  incan- 
descent lamp,  one  type  of  which  is  shown  in  Fig.  11.  The  lamp  is  no 
longer  manufactured  but  it  was  used  quite 
extensively  at  one  time  and  a  brief  de- 
scription is  given  here. 

Glower.  This  lamp  used  for  the 
incandescent  material  certain  oxides  of 
the  rare  earths,  the  oxides  being  mixed 
in  the  form  of  a  paste,  then  squirted 
through  a  die  into  a  string  which  was 
subjected  to  a  roasting  process  forming 
the  filament  or  glower  material  of  the 
lamp.  The  more  recent  glowers  were 
made  hollow  instead  of  solid.  The  glow- 
ers were  cut  to  the  desired  length  and 
platinum  termi[ials  attached.  The  at- 
tachment of  these  terminals  to  the  glow- 
ers was  an  important  process  in  the 
manufacture  of  the  lamp.    The  glowers 

,  ,   .      .  ,  .  .  ng.  II.     wmiiuguouw  nemm 

were  heated  to  incandescence  m  open  air,  Muiiipi<;-cioB«  Lamp 

a  vacuum  not  being  required. 

Heater.  As  the  glower  is  a  nonconductor  when  cold,  some 
form  of  heater  was  necessary  to  bring  it  up  to  a  temperature  at  which 
it  would  conduct.     One  form  of  heater  consisted  of  a  porcelain  tube 
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placed  just  above  the  glower,  about  which  a  fine  platinum  wire  was 
wound;  the  wire  was  coated  with  a  cement.  Two  or  more  of  these 
tubes  were  mounted  directly  over  the  glower,  or  glowers,  and  ser\'ed 
as  a  reflector  as  well  as  a  heater. 

The  heating  device  was  connected  across  the  circuit  when  the 
lamp  was  first  turned  on,  and  it  had  to  be  cut  out  of  circuit  after  the 
glowers  became  conductors  in  order  to  save  the  energy  consumed  by 
the  heater  and  to  prolong  the  life  of  the  heater.  The  automatic 
cut-out  was  operated  by  means  of  an  electromagnet  so  arranged  that 
current  flowed  through  this  magnet  as  soon  as  the  glower  became  a 
conductor,  and  contacts  in  the  heater  circuit  were  opened  by  this 
magnet.  The  contacts  in  the  heater  circuit  w-ere  kept  normally 
closed,  usually  by  the  force  of  gravity. 

Ballad,  The  conductivity  of  the  glower  increased  with  the 
increase  of  temperature — the  material  has  a  negative  temperature 
coefficient;  hence,  if  it  were  used  on  a  constant  potential  circuit 
directly,  the  current  and  temi)erature  would  continue  to  rise  until 
the  glower  was  destroyed.  To  prevent  the  current  from  increasing 
beyond  the  desired  value,  a  ballast  resistance  was  used  in  series  with 
the  glower.  As  is  well  known,  the  resistance  of  iron  wire  increases 
rapidly  with  increase  in  temperature,  and  the  resistance  of  a  fine  pure 
iron  wire  was  so  adjusted  that  the  resistance  of  the  combined  circuit 
of  the  glower  and  the  ballast  became  constant  at  the  desired  tempera- 
ture of  the  glower.  The  iron  wire  had  to  be  protected  from  the  air 
to  prevent  oxidization  and  too  rapid  temperature  changes  and,  for 
this  reason,  it  was  mountt^d  in  a  glass  bulb  filled  with  hydrogen. 
Hydrogen  was  selected  for  this  purpose  because  it  is  an  inert  gas  and 
conducts  the  heat  from  the  ballast  to  the  walls  of  the  bulb  better 
than  other  gases  which  might  be  used. 

A(hanta(j€s  Clahnrd,  All  of  the  parts  enumerated,  namely, 
glower,  heater,  cut-out,  and  ballast,  were  mounted  in  a  suitable 
manner;  the  smaller  lamps  with  but  one  glower  were  arranged  to 
fit  in  an  incandescent  lamp  socket,  while  the  larger  types  were  con- 
structed with  as  many  as  four  glowers  and  were  arranged  to  be 
supiK)rted  in  special  fixtures,  like  small  arc  lamps.  All  parts  were 
mechanically  arrangc<l  so  that  renewals  might  easily  l>e  made  when 
necessary  and  it  was  not  possible  to  insert  a  part  belonging  to  one 
type  of  lamp  into  a  lamp  of  a  diflerent  type. 
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The  advantages  claimed  for  the  Nemst  lamp  were:  high  effici- 
ency; a  good  color  of  Ught;  a  good  distribution  of  light  without  the 
use  of  reflectors;  a  long  life  with  low  cost  of  maintenance;  and  a 
complete  series  of  units,  thus  allowing  its  adaption  to  practically  all 
classes  of  illumination. 


igle-Loop  Carbon  Fila: 


Nemst  lamps  were  made  fur  110-  and  220-volt  service  and  in 
sizes  from  66  to  528  watts,  giving  a  mean  candle-power  below  the 
horizontal  of  from  50  to  51H)  and  an  efficiency  of  from  1.88  to  1.09 
watts  per  mean  hemispherical  candle-power. 
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DISTRIBUTION  CURVES 
Nature  and  Value.    By  a  iliHtrlbution  curve  for  any  type  of 
lamp  is  meant  a  curve  showing  the  value  of  the  light  given  by  the 
lamp  in  different  directions.     Usually  these  cun-ea  take  the  form 
of  vertical  distribution  curves  in  which  the  light  given  in  the  different 


in  Curvo  (ol  SIdbIc-I 


directions  throughout  SCO  degrees  in  a  vertical  plane  are  given  and 
a  horizontal  di.stributioii  curve  in  which  the  light  given  in  different 
directions  throughout  3G0  deforces  in  a  horizontal  plane  are  (^ven. 
The  mean  of  the  values  of  the  candle-power  in  a  horizontal  plane 
gives  the  mean  horizontal  candle-power,  while  a  mean  of  the  values 
in  the  vertical  plane  gives  the  mean  vertical  candle-power  of  the 
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light  source.    In  the  absence  of  more  specific  statements  the  candle- 
power  of  a  lamp  is  takcTi  to  be  the  mean  horizontal  candle-power. 


The  use  of  shades  and  reflectors  greatly  modifies  the  form  of  the 
distribution  curves  of  lamps,  the  exact  nature  of  the  modification 
depending  upon  the  design  of  the  shade  or  the  refleotor.     Since 


tO-C,  p.,  G,  E.  Tungelen 


lamps  are  almost  always  used  with  some  type  of  shade  or  reflector, 
the  distribution  curves  of  the  bare  lamps  have  their  greatest  use- 
fulness for  comparative  purposes.  The  distribution  curves  of  the 
lamps  with  the  reflectors  are  of  direct  use  in  calculations  of  ilium- 
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ination.     Figs.  12  to  19  inclusive  are  typical  of  the  distribution 
curves  of  incandescent  lamp  units. 

Mean  Spherical  Candle-Power.  When  comparing  lamps  which 
give  an  entirely  different  light  distribution,  the  mean  horizontal 
candle-power  does  not  form  a  proper  basis  for  such  comparison,  and 
the  mean  spherical  or  the  mean  hemispherical  candle-power  ia  used 


instead.  By  mean  spherical  candle-power  is  meant  a  mean  value 
of  the  light  taken  in  all  directions.  The  methods  for  determining 
this  will  be  taken  up  under  "Photometry".  The  mean  hemispherical 
candle-power  has  reference,  usually,  to  the  lijlht  given  out  below 
the  horizontal  plane.  The  spkrrlcal  Tediict'ton  factor  for  the  ordinary 
tungsten  lamp  is  from  .78  to  .79. 
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SPECIAL  VAPOR  LAMPS 

STANDARD  MERCURY  VAPOR  LAMP 

Operating  Principles.  The  mercury  vapor  lamp  in  this  country 
is  put  on  the  market  by  the  Cooper-Hewitt  Electric  Company  and 
it  is  being  used  to  a  considerable  extent  for  industrial  illumination. 


Mnldu  1.,Amp 


In  this  lump  mercury  vapor,  rendered  incandescent  by  the  passage 
of  an  electric  current  through  it,  is  the  source  of  light.  In  its  stand- 
ard form  this  lamp  consists  of  a  long  glass  tube  from  which  the  air 
has  been  carefully  exhausted  and  which  contains  a  small  amount 
(if  metallic  mercury.  The  mercury  is  held  in  a  large  bulb  at  one 
end  of  the  tube  and  forms  the  negative  electro<le  in  the  direct- 
current  lamp.    The  other  electrode  is  formed  by  an  iron  cup  and 
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inatton.     Figs.  12  to  19  inclusive  are  typical  of  the  distribution 
curves  of  incandescent  lamp  units. 

Mean  Spherical  Candle-Power.  When  comparing  lamps  which 
give  an  entirely  different  light  distribution,  the  mean  horizontal 
candle-power  does  not  form  a  proper  basis  for  such  comparison,  and 
the  mean  spherical  or  the  mean  hemispherical  candle-power  is  used 


>r  a  Mud&  Udi] 


instead.  By  mean  spherical  can<lle-power  is  meant  a  mean  value 
of  the  light  taken  in  all  directions.  The  methods  for  determining 
this  will  be  taken  up  under  "Photometry".  The  mean  hemispherical 
candle-power  has  reference,  usually,  to  the  light  given  out  below 
the  horizontiil  plane.  Tlie  spherical  reduction  factor  for  the  ordinary 
tungsten  lamp  is  from  .78  to  .79. 
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SPECIAL  VAPOR  LAMPS 

STANDARD  MERCURV  VAPOR  LAMP 

Operating  Principles.  The  mercury  vapor  lamp  in  this  country 
is  put  on  the  market  by  the  Cooper-Hewitt  Electric  Company  and 
it  is  being  used  to  a  considerable  extent  for  industrial  illumination. 


Fie.  17-    Vertical  Distribution  Curve  of  ■  MbhU  I^usp 


III  this  lump  mercury  vapor,  rendered  incandescent  by  the  passage 
of  an  electric  current  through  it,  is  the  source  of  light.  In  its  stand- 
ard form  this  lamp  consists  of  a  long  glass  tube  from  which  the  air 
hiis  been  carefully  exhausted  and  which  contains  a  small  amount 
of  metallic  mercury.  The  mercury  is  held  in  a  large  bulb  at  one 
end  of  the  tube  and  forms  the  negative  electrode  in  the  direct- 
current  lamp.    The  other  electrode  is  formed  by  an  iron  cup  and 
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the  connections  Iwtween  the  lamp  terminals  and  the  electrodes  are 
])latinum  where  this  connection  passes  through  the  glass.    Fig.   IS 


gi\es  the  general  appearance  of  a  standard  lamp  having  the  fol- 
lowing specifications: 


Fit-  lO-    Wirins  Dincram  loi  Two  "Typu  U"  Coopei-IIcwitt  Autunmlio  Lasipa  In  SmIw 
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Totfll  watts  (110  volU,  3.5  amperes) -385 
Candle-power  (M.  H.  with  rcflector)=700 

Watta  per  candle=0.55 

tiength  of  tube,  total=56  inches 

Lci^th  of  light-giving  section  —  45  inches 

Diameter  of  tube  =  1  inch 

Height  from  lowest  point  of  lamp  to  ceiling  plate=22  inchea 

For  220-volt  service  two  lamps  are  connected  in  series. 

Forming  Mercury  Vapor.    The  mercury  vapor,  at  the  start, 
may  be  formed  in  two  ways:  First,  the  lamp  may  be  tipped  so  that 


3.3-Ampen  Dinct-Cumot  Mtraury  Vapor  Lamp 


a  stream  of  mercury  makes  contact  between  the  two  electrodes 
and  the  mercury  is  vaporized  when  the  stream  breaks;  and  second, 
by  means  of  a  high  inductance  and  a  quick-break  switch,  a  very 
high  \-oltage,  sulficient  to  pass  a  current  from  one  electrode  to  the 
other  through  the  vacuum,  is  induced  and  the  conducting  vapor  is 
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formed.  The  tilting  method  of  starting  is  preferred  and  this  tilting 
i3  brought  about  automatically  in  the  more  recent  tjpes  of  lamp. 
Fig.  19  shows  the  connections  for  starting  automatically  two  lamps 
in  series,  A  steadying  resistance  and  reactance  are  connected  as 
shown  in  this  figure. 

Applications.  The  mercury  vapor  lamp  is  constructed  in  rather 
large  units,  the  55-volt,  3.5-ampere  lamp  being  the  smallest  standard 
sizt.  The  color  of  the  light  emitted  is  objectionable  for  some  pur- 
poses as  there  is  an  entire  absence  of  red  rays,  in  fact,  the  light  is 
practically  monochromatic.  The  illumination  from  this  type  of 
lamp  13  excellent  where  sharp  contrast  or  minute  detail  is  to  be 
brought  out  and  thi.s  fact  has  led  to  its  introduction  for  such  classes 
of  lighting  as  silk  milk  and  cotton  mills.    On  account  of  its  color, 
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Fl«.  21.    Candlc-PoB 


3.3-ADipei«  Mercuiy  Vapor 


the  application  of  this  lamp  is  limited  to  the  lighting  of  shops, 
offices,  and  drafting  rooms,  or  to  display  windows  where  the  goods 
shown  will  not  be  cliangiil  in  appearance  by  the  color  of  the  light. 
It  is  used  to  a  considerable  extent  in  photographic  work  on  account 
of  the  chemical  properties  of  the  light.  Special  reactances  must  be 
pro\ide(l  for  a  mercury  arc  lamp  operating  on  single-phase  alter- 
nating-current circuits.  These  alternating-current  lamps  have 
practically  tlic  same  efficiency  as  the  direct-current  lamps. 

The  distrilnition  of  light  about  a  plane  taken  at  right  angles  to 
the  tube  of  a  Cooper-Hewitt  lamp  is  shown  in  Eig.  20.  The  change 
in  candle-power  with  use  is  illustrated  in  Fig.  21.. 
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QUARTZ  MERCURY  VAPOR  LAMP 

CoaqMuison  with  Ordinary  Mercury  Lanq).  Increase  in  Volt- 
age avd  Temperature.  Since  in  the  mercury  vapor  lamp  the  arc  at 
the  electrode  gives  practically  no  light  but  consumes  some  enei^ 
and  the  bulk  of  the  light  is  given  by  the  mercury  vapor  column, 
the  effidency  of  the  mercury  vapor  tube  as  a  light  ^ving  source  is 
improved  by  using  very  long  tubes,  as  in  the  standard  lamp;  or  the 
performance  may  be  improved  by  using  a  higher  voltage  per  unit 
length  of  the  tube  than  is  ordi- 
narily employed,  provided  a  tube 
can  be  made  to  withstand  the 
higher  temperatures  reached  with 
this  higher  voltage  per  unit 
length.  The  vapor  pressure  is 
low  in  the  regular  glass  tube, 
seldom  over  one-eighth  inch  of 
mercury  pressure,  but  if  the  tubes 
are  made  of  quartz,  which  is 
capable  of  standing  a  much 
higher  temperature  than  ordinary 
glass,  the  drop  in  potential  per 
inch  of  tube  length  can  be  in- 
creased to  30  or  more  times  that 
allowable  with  glass  tubes. 

White  Color  of  Light.  When 
operated  in  this  manner  the  mer- 
cury vapor  actually  becomes  in- 
candescent and  the  character  of   ^v-  ^s-   iSwKn.of  iio-Voita.8-ADipB™ 

Coape>Hewitl  QumiU  I^mp 

the  light  given  by  the  lamp  is 

changed,  red  and  orange  rays  being  added  to  the  yellow,  blue,  green, 
and  violet  of  the  ordinary  mercury  vapor  lamp.  The  pioneer  work  on 
this  type  of  lamp  was  done  in  Germany  but  it  has  since  been  taken 
up  in  the  United  States  and  the  lamp  has  been  developed  into  a 
commercial  form. 

Construction  and  Operatk>n.  The  light-giving  element  of  the 
commercial  lamp  is  a  short  tube  of  quartz  containing  mercury  vapor. 
The  necessary  mechanism  for  starting  and  controlling  the  lamp  is 
placed  in  a  hood  above  the  quartz  tube  and  th«  tube  itself  is  sui^ 
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TABLE  V 

Data  on  Quartz  Tube  Lamps 

(Cooper-Hewitt) 


VoL'ra, 

Nominal 

Current, 
Average 

Candle-Power  Mean 
Hemispherical  With 
Clear  Glass  Globe 

Watts  per  Mb\n 
Hemispherical 
Cand  lb-Power 

1 

110 

3.8 

1000 

0.42 

220 

3.3 

2400 

0.30 

550 

2.0 

3500 

0.31 

rounded  by  a  glass  globe,  partly  for  the  purpose  of  cutting  oflF  the 
ultra-violet  light  given  by  the  mercury  vapor  and  not  screened  oflF 
by  the  quartz  tube.  The  details  of  a  Cooper-Hewitt  quartz  lamp 
are  illustrated  in  Fig.  22  and  the  general  appearance  of  one  of  these 

lamps  is  shown  in  Fig.  23.  Referring  to  Fig. 
22,  which  illustrates  the  mechanism  of  a  110- 
volt  3.8-ampere  direct-current  lamp:  6  is  the 
quartz  tube  or  burner  placed  in  a  suitable  holder 
which  is  pivoted  in  a  support  c  and  attached  to 
the  lever  /;  Z  is  linked  to  the  movable  iron  arma- 
ture m;  d  is  a  dashpot;  p  is  a  small  permanent 
magnet  installed  for  the  purpose  of  locking  the 
mechanism  and  preventing  its  operation,  if  the 
lamp  should  be  connected  in  to  the  circuit  with 
a  wrong  polarity.  Closing  the  lamp  switch  auto- 
matically tips  the  quartz  tube  and  starts  the 
lamp  in  operation.  Table  V  gives  some  oper- 
ating data  for  the  Cooper-Hewitt  quartz  lamp. 


Fig.    23.      Standard 

Cooper-Hewitt  Quartz 

Lamp 
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Moore  Tube  Light.  Use  of  Geissler  Tube  Principle.  The  Moore 
light  makes  use  of  the  familiar  Geissler  tube  discharge — discharge  of 
electricity  through  a  vacuum  tube — as  a  source  of  illumination.  The 
practical  application  of  this  discharge  to  a  system  of  lighting  has  in- 
volved a  large  amount  of  consistent  research  on  the  part  of  the  inventor 
and  it  has  now  been  brought  to  such  a  stage  that  several  installations 
have  been  made.  The  system,  while  probably  not  destined  to  have 
any  extended  commercial  use,  has  many  interesting  features. 
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Method  of  InstaUaiion.  In  the  normal  method  of  installation,  a 
glass  tube  1  %  inches  in  diameter  is  made  up  by  connecting  standard 
lengths  of  glass  tubing  together  until  the  total  desired  length  is 
reached  and  this  continuous  tube,  which  forms  the  source  of  light 
when  in  operation,  is  mounted  in  the  desired  position  with  respect 
to  the  plane  of  illumination.  In  many  cases  the  tube  forms  a  large 
rectangle  mounted  just  beneath  the  ceiling  of  the  room  to  be  lighted. 
The  tube  may  be  of  any  reasonable  length,  actual  values  running 

from  40  to  220 
feet.  In  order 
to  provide  an 
electrictd  dis- 
charge through 
this  tube  it  is 
customary  to 
lea  1  both  ends  of  the  tube  to 
the  high  tension  terminals  of 
1  transformer.  Fig.  24,  the  low 
ttnsion  side  of  which  may  be 
connected  to  the  alternating-cur- 
rent lighting  mains.  This  trans- 
former is  constructed  so  that 
the  high  tension  terminals  are 
not  exposed  and  the  current 
is  led  into  the  tube  by  means  of  platinum  wires  attached  to  carbon 
electrodes.  The  electrodes  are  about  8  inches  in  length.  The  ends 
of  the  tube  and  the  high  tension  terminals  are  enclosed  in  a  steel 
casing  so  as  effectually  to  prevent  anything  from  coming  in  contact 
with  the  high  potential  of  the  system.  As  stated,  the  low  tension 
side  of  the  transformer  is  connected  to  the  usual  60-cycle  lighting 
mains.  It  direct  current  is  used  for  distribution,  a  motor-generator 
set  for  furnishing  alternating  current  to  the  primary  of  the  trans- 
former is  required.  Any  frequency  from  60  cycles  up  is  suitable 
for  the  operation  of  these  tubes.  At  lower  frequencies  there  b 
some  appreciable  variation  of  the  light  emitted. 

Color  of  Light.  The  color  of  the  light  emitted  by  the  tube 
depends  upon  the  gas  used  in  it.  The  regulator  is  fitted  with  some 
chemical  arrangement  whereby  the  proper  gas  is  admitted  to  it  when 
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TABLE  VI 
Data  on  the  Moore  Tube  Light 


Lbnqth  or 
Tube 

Transpormkr 
Capacity 

Power  Factor 
OF  Circuit 

VOLTAQE  AT  LaMP  TERMINALS 

40-70    ft. 

80-125   '* 
130-180  " 
190-220  '' 

2       kw. 
2.75    " 
3.5     " 
4.5     " 

65-84% 

3146    for   40-ft.  tube,  at 
12  hefnera  per  ft. 

12,441  for  220-ft.  tube,  at 
12  hefners  per  ft. 

the  tube  is  in  operation.     The  tube  gives  the  highest  efficiency 

when  nitrogen  is  employed  and  the  light  emitted  when  this  gas  is 

used  is  yellowish  in  color.    Air  gives  a  pink  appearance  to  the  tube 

and  carbon  dioxide  is  employed  when  a  white  light  is  desired. 

Advantages  Claimed.    Table  VI  gives  general  data  on  the  Moore 

tube  light.    The  advantages  claimed  for  this  light  are :  high  efficiency, 

good  color,  and  low  intrinsic  brilliancy. 

Pressure  in  tube,  about  j^  mm.  of  mercury. 

Watts  per  hefner,  3.2  for  20-foot  tube  including  transformer. 

Watts  per  hefner,  1.4  for  180-foot  tube  including  transformer. 

Hefner  per  foot,  normal,  12. 

Note  that  one  hefner  equals  0.88  candle-power. 

Neon  Tube  Light.  Characteristics  and  Advantages  of  Method, 
Neon,  a  rare  gas  of  which  the  atmosphere  contains  about  one  part  in 
66,000,  can  be  obtained  as  a  by-product  of  the  manufacture  of  oxy- 
gen from  the  air  and  it  may  be  used  in  connection  with  tube  lighting 
in  a  manner  similar  to  the  way  in  which  nitrogen  is  used  in  the 
Moore  lamp.  When  used  in  this  manner  it  must  be  in  a  very  pure 
state.  Lamps  have  been  manufactured  for  the  use  of  neon,  with  the 
following  general  characteristics: 

Tubes  6  meters  long  have  a  life  comparable  to  that  of  incan- 
descent lamp  units,  namely  1(X)0  hours,  or  more. 

The  necessary  potential  is  about  one-third  that  required  for  a 
similar  Moore  tube — about  800  volts  for  a  tube  6  meters  long. 

The  neon  tube  gives  about  200  candle-power  per  meter  of  length 
as  against  about  60  candle-power  for  a  nitrogen  tube. 

An  efficiency  of  0.5  watts  per  candle  is  claimed  for  the  neon  tube. 

Color  of  Light,  The  color  of  the  light,  unmodified,  is  too  red 
for  ordinary  illumination.    To  improve  this,  correcting  tubes  con- 
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tfuning  mercury  have  been  added  to  some  lamps  and,  by  the  use  of 
such  correcting  tubes,  the  color  has  been  greatly  improved  but  the 
e£Sciency  of  the  unit  is  reduced  so  that  about  0.8  watt  pet  candle- 
power  is  required  for  their  operation. 

Small  tubes  for  display  l^hting  have  been  manufactured  but 
it  is  not  at  aH  likely  that  neon  tubes,  in  their  present  state  of  develop- 
ment, will  have  any  great  commercial  appUcation,  even  though  they 
have  some  very  desirable  characteristics. 

CARBON  ARC  LAMPS 

ORDINARY  OPEN  AND  ENCLOSED  ARC  TYPES 
Principles  of  the  Electric  Arc  Suppose  two  carbon  rods  are 
connected  in  an  electric  circuit  and  the  circuit  ts  dosed  by  touching 
the  tips  of  these  rods  together;  on  separating  the  carbons  ^ain  the 
drcuit  will  not  be  broken,  provided  the  space  between  the  carbons 
be  not  too  great,  but  will  be  maintained  through  the  arc  formed  at 
these  points.  This  phenomenon,  which 
is  the  basis  of  the  arc  light,  was  £rst 
observed  on  a  large  scale  by  Sir  Hum- 
phrey Davy,  who  used  a  battery  of  2000  . 
cells  and  produced  an  arc  between  char-  - 
coal  points  4  inches  apart. 

Nature  of  Arc.  As  the  incandes- 
cence of  the  carbons  across  which  an  arc  ■ 
is  maintained,  together  with  the  arc 
itself,  forms  the  source  of  light  for  a  large 
portion  of  arc  lamps,  it  will  be  well  to 
study  the  nature  of  the  arc.  Fig.  25  r,.  js.'^l^I^rilBii.^ 
shows   the    general   appearance   of    an  Cwbon  TemuDii. 

arc  between  two  carbon  electrodes  when  maintained  by  direct- 
current. 

Action  of  Curreni  on  Carbons.  Here  the  current  is  assumed  as 
passing  from  the  top  carbon  to  the  bottom  one  as  indicated  by  the 
arrow  and  signs.  We  find,  in  the  direct-current  arc,  that  most  of 
the  light  issues  from  the  tip  of  the  positive  carbon,  or  electrode,  and 
this  portion  is  known  as  the  "crater"  of  the  arc.  This  crater  has  a 
temperature  of  from  3000  to  3500  degrees  centigrade,  the  tempera- 
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ture  at  which  the  carbon  vaporizes,  and  it  gives  from  80  to  85  per 
cent  of  the  light  furnished  by  tlie  arc.  The  negative  carbon  becomes 
pointed  at  the  same  time  that  the  positive  one  is  hollowed  out  to 
form  the  crater  and  it  is  also  incandescent  but  not  to  as  great  a 
degree  as  the  positive  carbon.  Between  the  electrodes  there  is  a 
band  of  violet  light,  the  arc  proper,  and  this  is  surrounded  by  a 
luminous  zone  of  a  golden  yellow  color.  The  arc  proper  does  not 
furnish  more  than  5  per  cent  of  the  light  emitted  when  pure  carbon 
electrodes  are  used. 

The  carbons  are  worn  away  or  consumed  by  the  passage  of  the 
current,  the  positive  carbon  being  consumed  about  twice  as  rapidly 
as  the  negative. 

Preparation  of  Carbons.  Carbons  are  either  molded  or  forced 
from  a  product  known  as  "petroleum  coke"  or  from  similar  materials, 
such  as  lampblack.  The  ma- 
terial is  thoroughly  dried  by 
heating  to  a  high  temperature; 
then  it  is  ground  to  a  fine 
powder  and  combined  with 
some  substance  such  as  pitch 
which  binds  the  fine  particles 
of  carbon  together.  After 
this  mixture  is  again  ground, 
it  is  ready  for  molding.  The 
powder  is  put  in  steel  molds 
and  heated  until  it  takes  the 
form  of  a  paste,  when  the 
necessary  pressure  is  applied 
to  the  molds.  For  the  forced 
carbons,  the  powder  is  formed 
into  cylinders  which  are  placed  in  machines  that  force  the  material 
through  a  die  so  arranged  as  to  give  the  desired  diameter.  The 
forced  carbons  are  often  made  with  a  core  of  some  special  material, 
this  core  being  added  after  the  carbon  proper  has  been  finished. 
The  carbons,  whether  molded  or  forced,  must  be  carefully  baked  to 
drive  oiT  ail  volatile  matter.  The  forced  carbon  is  alwaya  more 
uniform  in  quality'  and  cross  section  and  is  the  type  of  carbon  which 
must  be  used  in  the  carbon-feed  lamp.    The  adding  of  a  core  of  a 
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different  material  seems  to  change  the  quality  of  light  and,  being 
more  readily  volatilized,  keeps  the  arc  from  wandering. 

Plating  of  carbons  with  copper  is  sometimes  resorted  to  for 
molded  forms  for  the  purpose  of  increasing  the  conductivity  and,  by 
protecting  the  carbon  near  the  arc,  prolonging  the  life. 

Dwtnimtion  Curve.  The  light  distribution  curve  of  a  direct- 
current  arc,  taken  in  a  vertical  plane,  is  shown  in  Fig,  26.     Here  it 


is  seen  that  the  maximum  amount  of  light  is  given  of!  at  an  angle  of 
about  50  degrees  from  the  vertical,  the  negative  carbon  shutting  off 
the.  rays  of  light  that  are  thrown  directly  downward  from  the  crater. 
If  alternating  current  is  used,  the  upper  carbon  becomes  positive 
and  negative  alternately  and  there  is  no  chance  for  a  crater  to  be 
formed,  both  carbons  giving  off  the  same  amount  of  light  and  being 
consumed  at  about  the  same  rate.  The  light  distribution  curve  of 
an  alternating-current  arc  is  shown  in  Fig.  27. 
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CARBON  FEED  MECHANISMS 

In  a  practical  lamp  we  must  have  not  only  a  pair  of  carbons 
for  producing  the  arc,  but  also  means  for  supporting  these  carbons, 
together  with  suitable  arrangements  for  leading  the  current  to  them 
and  for  maintaining  them  at  the  proper  distance  apart.  The  carbons 
are  kept  at  the  proper  distance  apart  by  the  operating  mechanisms 
which  must  perform  the  following  functions: 

(1)  The  carbons  must  be  in  con- 
"•  tact,  or  be  brought  into  contact,  to  start 

the  arc  when  the  current  first  flows. 

(2)  They  must  be  separated  imme- 
diately afterward  at  the  right  distance  to 
form  a  proper  arc. 

(3)  The  carbons  must  be  fed  to  the 
arc  as  they  are  consumed. 

(4)  The  circuit  should  be  open  or 
closed  when  the  carbons  are  entirely  con- 
sumed, depending  on  the  method  of  power 
distribution. 

The  feeding  of  the  carbons  may 
be  done  by  hand,  as  is  the  case  in 
some  stereopticons  using  an  arc, 
but  for  ordinary  illumination  the 
striking  and  maintaining  of  the  arc 
must  be  automatic.  It  b  made  so 
in  all  cases  by  means  of  solenoids 
acting  against  the  force  of  gravity 
or  against  springs.  There  are  an 
endless  number  of  such  mechanisms, 
but  a  few  only  will  be  described 
here.  They  may  be  roughly  divided 
into  three  classes:  shunt,  series,  and  differential  mechanisms. 

Shunt  Mechanism.  In  shunt  lamps,  the  carbons  are  held  apart 
before  the  current  is  turned  on  and  the  circuit  is  closed  through  a 
solenoid  connected  in  across  the  gap  so  formed.  All  of  the  current 
must  pass  through  this  coil  at  first  and  the  plunger  of  the  solenoid 
is  arranged  to  draw  the  carbons  together,  thus  starting  the  arc. 
The  pull  of  the  solenoid  and  that  of  the  springs  are  adjusted  to 
maintain  the  arc  at  its  proper  length. 

Such  lamps  have  the  disadvantage  of  a  high  resistance  at  the 


Fig.  28. 


Series  Mechanism  for  D.  C. 
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start — 450  ohms  or  more — and  are  difficult  to  start  on  series 
circuits,  on  account  of  the  high  voltage  required.  They  tend 
to  maintain  a  constant  voltage  at  the  arc,  but  do  not  aid  the 
dynamo  in  its  regulation,  so  that  the  arcs  are  liable  to  be  a  little 
unsteady. 

Series  Mechanism.     With    the    series-lamp   mechanism,  the 
carbons  are  together  when  the  lamp  is  first  started  and  the  current, 
flowing  in  the  series  coil,  separates  the  electrodes,  striking  the  arc. 
When  the  arc  is  too  long,  the  resist- 
ance is  increased  and  the  current  + 
is  lowered  so  that  the  pull  of  the  "y' 
solenoid  is  weakened  and  the  car- 
bons feed  together.    This  type  of 
lamp  can  be  used  only  on  con- 
stant-potential systems. 

Fig.  28  shows  a  diagram  of  the 
connection  of  such  a  lamp.  This 
diagram  is  illustrative  of  the  con- 
nection of  one  of  the  lamps  manu- 
factured by  the  Western  Electric 
Company,  for  use  on  a  direct- 
current  constant-potential  system. 
The  symbols  +  and  —  refer  to 
the  terminals  of  the  lamp  and  the 
lamp  must  be  so  connected  that 
the  current  flows  from  the  top  car- 
bon to  the  bottom  one.  i?  is  a 
series  resistance,  adjustable  for 
different  voltages  by  means  of  the 
shunt  G.  F  and  D  are  the  controlling  solenoids  connected  in  series 
with  the  arc.  B  and  C  are  the  positive  and  negative  carbons  re- 
spectively, while  A  is  the  switch  for  turning  the  current  on  and  off. 
H  is  the  plunger  of  the  solenoids  and  /  is  the  carbon  clutch,  this 
being  what  is  known  as  a  *'carbon-feed  lamp''.  The  carbons  are 
together  when  A  is  first  closed;  the  current  is  excessive;  and  the 
plunger  is  drawn  up  into  the  solenoids,  lifting  the  carbon  B  until 
the  resistance  of  the  arc  lowers  the  current  to  such  a  value  that  the 
pull  of  the  solenoid  just  counterbalances  the  weight  of  the  plunger 
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start — 450  ohms  or  more — and  are  difficult  to  start  on  series 
circuits,  on  account  of  the  high  voltage  required.  They  tend 
to  maintain  a  constant  voltage  at  the  arc,  but  do  not  aid  the 
dynamo  in  its  regulation,  so  that  the  arcs  are  liable  to  be  a  little 
unsteady. 

Series  Mechanism.  With  the  series-lamp  mechanism,  the 
carbons  are  together  when  the  lamp  is  first  started  and  the  current, 
flowing  in  the  series  coil,  separates  the  electrodes,  striking  the  arc. 
When  the  arc  is  too  long,  the  resist- 
ance is  increased  and  the  current  +  — 
is  lowered  so  that  the  pull  of  the  "y'  ^^  ^^ 
solenoid  is  weakened  and  the  car- 
bons feed  together.  This  type  of 
lamp  can  be  used  only  on  con- 
stant-potential systems. 

Fig.  28  shows  a  diagram  of  the 
connection  of  such  a  lamp.  This 
diagram  is  illustrative  of  the  con- 
nection of  one  of  the  lamps  manu- 
factured by  the  Western  Electric 
Company,  for  use  on  a  direct- 
current  constant-potential  system. 
The  symbols  +  and  —  refer  to 
the  terminals  of  the  lamp  and  the 
lamp  must  be  so  connected  that 
the  current  flows  from  the  top  car- 
bon to  the  bottom  one.  i?  is  a 
series  resistance,  adjustable  for 
different  voltages  by  means  of  the 
shunt  G.  F  and  Z)  are  the  controlling  solenoids  connected  in  series 
with  the  arc.  B  and  C  are  the  positive  and  negative  carbons  re- 
spectively, while  A  is  the  switch  for  turning  the  current  on  and  oflF. 
//  is  the  plunger  of  the  solenoids  and  1  is  the  carbon  clutch,  this 
being  what  is  known  as  a  "carbon-feed  lamp".  The  carbons  are 
together  when  A  is  first  closed;  the  current  is  excessive;  and  the 
plunger  is  drawn  up  into  the  solenoids,  lifting  the  carbon  B  until 
the  resistance  of  the  arc  lowers  the  current  to  such  a  value  that  the 
pull  of  the  solenoid  just  counterbalances  the  weight  of  the  plunger 
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and  carbon.  G  must  be  so  adjusted  that  this  point  is  reached  when 
the  arc  is  at  its  normal  length. 

Differential  Mechanism.  In  the  differential  lamp,  the  series 
and  shunt  mechanisms  are  combined,  the  carbons  being  together 
at  the  start  and  the  series  coil  arranged  so  as  to  separate  them;  while 
the  shunt  coil  is  connected  across  the  arc,  as  before,  to  prevent  the 
carbons  from  being  drawn  too  far  apart.  This  lamp  operates  only 
over  a  low-current  range  but  it  tends  to  aid  the  generator  in  its 
regulation. 

Fig.  29  shows  a  lamp  having  a  differential  control,  this  also 
being  the  diagram  of  a  Western  Electric  Company  arc  lamp  for  a 
direct-current  constant-potential  system.  Here  S  represents  the 
shunt  coil  and  M  the  series  coil,  the  armature  of  the  two  magnets 
A  and  A'  being  attached  to  a  bell-crank,  pivoted  at  B,  and  attached 
to  the  carbon  clutch  C.  The  pull  of  coil  S  tends  to  lower  the  carbon 
while  that  of  M  raises  the  carbon  and  the  two  are  so  adjusted  that 
equilibrium  is  reached  when  the  arc  is  of  the  prop)er  length.  All  of 
the  lamps  are  fitted  with  an  air  dashpot,  or  some  damping  device, 
to  prevent  too  rapid  movement  of  the  working  parts. 

TYPES 

Classification.  Arc  lamps  are  constructed  to  operate  on  direct- 
current  or  alternating-current  systems  when  connected  in  series  or 
in  multiple.  They  are  also  made  in  both  the  open  and  the  enclosed 
forms. 

By  an  open  arc  is  meant  an  arc  lamp  in  which  the  arc  is  exposed 
to  the  atmosphere,  while  in  the  enclosed  arc  an  inner  or  enclosing 
globe  surrounds  the  arc  and  this  globe  is  covered  with  a  cap  which 
renders  it  nearly  kir-tight.  Fig.  30  is  a  good  example  of  an  enclosed 
arc  as  manufactured  by  the  General  Electric  Company. 

Direct-Current  Arcs.  Open  Type.  Open  arcs  for  direct-current 
systems  were  the  first  to  be  used  to  any  great  extent.  When  used 
they  are  always  connected  in  series  and  are  run  from  some  form  of 
special  arc  machine,  a  description  of  w^hich  may  be  found  in  any 
book  dealing  with  types  of  generators. 

Each  lamp  requires  in  the  neighborhood  of  50  volts  for  its  oper- 
ation and,  since  the  lamps  are  connected  in  series,  the  voltage  of 
the  system  will  depend  on  the  number  of  lamps;  therefore,  the 
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number  of  lamps  that  may  be  connected  to  one  machine  is  limited 
by  the  maximum  allowable  voltage  on  that  machine.  By  special 
construction  as  many  as  125  lamps  are  run  from  one  machine  but 
even  this  size  of  generator  is  not  as  efficient  as  one  of  greater  capac- 
ity. Such  generators  are  usually  wound  for  6,6  or  9.6  amperes. 
Siiice  the  carboiis  are  exposed  to  the  air  at  the  arc,  they  are  rapidly 


\, 

consumed,  requiring  that  they  be  renewed  daily  for  this  type  of 
lamp.    The  open  arc  lamp  is  used  but  little  at  present. 

Enclosed  Type.  Enclosed  arcs  for  series  systems  are  constructed 
much  the  same  as  the  open  lamp  and  are  controlled  by  either  shunt 
or  differential  mechanism.  They  require  a  voltage  of  from  68  to 
75  at  the  arc  and  are  usually  constructed  for  from  5  to  6.8  amperes. 
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TABLE  VII 

Rating  of  Enclosed  Arcs 
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They  also  require  a  constant-curfent  generator  or  a  rectifier  outfit, 
if  used  on  alternating-current  cirtuits.  Table  VII  gives  some  data 
as  to  the  rating  of  enclosed  area  on  constant-potential  circuits, 

Constant-Potential  Type.  Constant-potential  arcs  must  have 
some  resistance  connected  in  series  with  them  to  keep  the  voltage 
at  the  arc  at  its  proper  value.  This  resistance  is  made  adjust- 
able so  that  the  lamps  may  be  used  on  any  circuit.  Its  location  is 
clearly  shown  in  Fig.  30,  one  ciiil  being  located  above,  the  other 
below  tile  operating  solenoids. 

Alternating-Current  Arcs.  These  do  not  differ  greatly  in  con- 
struction from  the  direct-current  arcs.    When  iron  or  other  metal 
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parts  are  used  in  the  controlling  mechanism,  they  must  be  laminated, 
or  so  constructed  as  to  keep  down  induced  or  eddy  currents  which 
might  be  set  up  in  them.  For  this  reason  the  metal  spools,  on  which 
the  solenoids  are  wound,  are  slotted  at  some  point  to  prevent  them 
from  forming  a  closed  secondary  to  the  primary  formed  by  the 
solenoid  winding.  On  constant-potential  circuits  a  reactive  coil  is 
used  in  place  of  a  part  of  the  resistance  for  cutting  down  the  voltage 
at  the  arc. 

Interchangeable  Arcs.  There  are  in  the  market  interchangeable 
arcs  which  may  be  readily  adjusted  so  as  to  operate  on  either  direct 
or  alternating  current  and  on  voltages  from  110  to  220.  Two  lamps 
may  be  run  in  series  on  220-volt  circuits. 

The  distribution  of  light  and  the  resulting  illumination  for  the 
different  lamps  just  considered  will  be  taken  up  later.  Aside  from 
the  distribution  and  quality  of  light,  enclosed  arcs  have  the 
advantage  that  the  carbons  are  not  consumed  as  rapidly  as  in  the  open 
lamp  because  the  oxygen  is. soon  exhausted  from  the  inner  globe 
and  the  combustion  of  the  carbon  is  greatly  decreased.  They  will 
burn  from  80  to  100  hours  without  retrimming.  The  type  of  lamp 
most  commonly  employed  requires  6.6  amperes  for  its  operation. 

FLAMING  AND  LUMINOUS  ARC  TYPES 

Many  thousands  of  enclosed  carbon  arc  lamps,  of  both  the 
direct-current  and  the  alternating-current  types  are  in  use,  and  these 
lamps  will  be  used  to  a  considerable  extent  for  some  time  to  come; 
but  other  types  of  arc  lamps,  showing  much  higher  efficiencies  and 
having  other  very  desirable  characteristics,  are  now  available  and 
are  replacing  the  carbon  lamps  in  many  instances.  The  high  candle- 
power,  high  efficiency  tungsten  lamps  are  also  used  to  replace  carbon 
arcs  in  many  instances. 

Flaming  Arc.  In  the  carbon  arc,  the  arc  proper  gives  out  but 
a  small  percentage  of  the  total  amount  of  light  emitted.  In  order 
to  obtain  a  light  in  which  more  of  the  source  of  luminosity  is  in  the 
arc  itself,  experiments  have  been  made  with  the  use  of  electrodes 
impregnated  with  certain  salts,  as  well  as  with  electrodes  of  a  material 
different  from  carbon.  The  result  of  these  experiments  has  been  to 
place  upon  the  market  the  flaming  arc  lamps  and  the  luminous  arc 
lamps — lamps  of  high  candle-power  and  good  eflSciency,  and  giving 
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various  colors  of  light.  These  lamps  may  be  put  in  two  classes: 
One  class  uses  carbon  electrodes,  these  electrodes  being  either  impreg- 
nated with  certain  salts  which  add  luminosity  to  the  arc,  or  else  they 
are  fitted  with  cores  which  contain  the  required  material;  the  other 
class  covers  lamps  which  do  not  employ  carbon,  the  most  notable 
example  being  the  magnetite  arc  which  uses  a  copper  segment  as 
one  electrode  and  a  magnetite  stick  as  the  other  electrode. 

Bremer  Type,  The  Bremer  flaming  arc  lamp  was  introduced 
commercially  in  1899  and,  since  some  of  its  principles  are  incorpor- 
ated in  many  of  the  lamps  on  the  market  today,  it  will  be  briefly 
described  here.  The  diagram  shown  in  Fig.  31  illustrates  the  main 
features  of  this  lamp.  The  electrodes  are  mounted  at  an  angle  and 
an  electromagnet  is  ylaced  above  the  arc  for  the  purpose  of  keeping 
it  from  creeping  up  and  injuring  the  economizer  and  also  for  the  pur- 
pose of  spreading  the  arc  out  and  increasing  its  surface.    The  vapor 

from  the  arc  is  condensed  on  the 
economizer  and  this  coating  acts  as 
a  reflector,  throwing  the  light  down- 
ward. The  economizer  serves  to 
limit  the  air  supplied  to  the  arc 
and  thus  increases  the  life  of  the 
Roi-ceiai7f  elcctrodcs.  The  inclined  position 
"^Af^iai  of  the  carbons  was  suggested  by 
the  fact  that  in  the  impregnated 
carbons  a  slag  was  formed  which 
gave  trouble  when  the   electrodes 

Fig.  31.     Diagram  of  Bremer  Flaming  Arc  i  •        i  i 

were  mounted  m  the  usual  manner. 
By  using  the  electrodes  in  this  position  there  is  little  if  any 
obstruction  to  the  light  which  passes  directly  downward  from 
the  arc. 

Bremer's  original  electrodes  contained  compounds  of  calcium, 
strontium,  magnesium,  etc.,  as  well  as  boracic  acid.  Electrodes  as 
employed  in  the  various  lamps  today  differ  greatly  in  their  make-up. 
Some  use  impregnated  carbons;  others  use  carbons  with  a  core  con- 
taining the  flaming  materials;  and  metallic  wires  are  added  in  some 
cases.  Tlie  life  of  electrodes  for  flaming  lamps  depends  upon  their 
length  and  upon  the  type  of  lamp.  The  maximum  life  of  the  treated 
carbons  is  in  the  neighborhood  of  100  hours. 
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Color  of  Arc,  The  color  of  the  light  from  the  flaming  ere  is 
yellow  when  calcium  salts  are  used  as  the  main  impregnating  com- 
pound and  many  of  the  lamps  installed  use  electrodes  giving  s  yellow 
light.  By  employing  more  strontium,  a  red  or  pink  light  is  produced; 
while  if  a  white  light  is  wanted,  barium  salts  are  used.  Caldum 
gives  the  most  efficient  service  and  strontium  comes  between  this 
and  barium.  The  distribution  curves  in  Fig.  32  illustrate  the  rela- 
tive economies  of  the  different  materials.  Modem  electrodes  contain 
not  more  than  15  per  cent  of  added  material  proportioned  so  as  to 
give  the  color  required  for  different  effects. 


Tit.  33.    Diitribu^oD  Curves  ol 


Charaderistiea  and  Advantages.  The  flaming  arc  lamp  in  some 
form  is  now  manufactured  by  several  firms.  The  modem  lamp  is 
known  as  the  long-buming  flame-carbon  arc  lamp.  It  possesses  the 
following  general  characteristics:  high  efficiency,  economical  main- 
tenance, steady  biu*ning,  good  light  distribution,  good  color  of  light, 
comparatively  low  intrinsic  brilliancy.  In  its  most  satisfactory 
form  it  is  a  lamp  of  comparatively  high  candle-power.  Carbons  for 
these  lamps  are  from  five-eighths  inch  to  seven-eighths  inch  In 
diameter  and  the  material  for  producing  the  flame  is  mixed  with  the 
carbon  in  the  formation  of  the  rods  rather  than  introduced  in  the 
form  of  a  core.  The  nature  of  the  material  used  for  impregnating  the 
carbon  determines  the  color  given  by  the  arc,  as  already  explained. 
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TABLE  VIII 

Data  for  the  Flaming  Arc  Lamps  Compared  in  Pig.  35 


A.  C.  SuBiEa  L*iip 

D.  C.  Mdltifle  Liifr 

Terminal  Volls 

Terminal  Watta 

425 

747.5 

Arc  VolU 

46 

70 

Arc  Watlg 

10 

6.5 

Efficiency 

61 

Power  Factor 

1000 

820 

Mean  Spherical  C.  P. 
MeanH-S.  C.  P.porWatt 

655 

500 

Mean  Spherical  C.  P.  per  Watt 

1.54 

.67 
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The  lamps  are  made  for  both  diiect-current  and  altemating-current 
operation.  The  best  results  are  obtjuned  with  lamps  requiring 
about  10  amperes  for  their  oper- 
ation and  in  these  lamps  the 
consumption  of  the  carbons  is  at 
the  approximate  rate  of  one  inch 
in  15  to  20  hours  of  burning. 
Lamps  must  be  trimmed  about 
every  100  hours. 

Special  care  is  necessary  in 
the  design  of  flaming-carbon  arc 
lamps  to  see  that  the  "soot", 
or  condensation  of  the  arc  fumes, 
is  not  deposited  where  it  will  ( 
interfere  with  the  light  given  by 
the  lamp,  or  with  the  operating 
mechanism. 

Fig.  33  illustrates  the  flam- 
mg    arc  lamp,    this  particular  ^  K;dS:S:SKl«S&Ac^ 
figure  showing  types   manufac-  " 

tured  by  the  General  Electric  Company,     fig.  34  is  a  diagram 
of  a  "sneak-feed"  mechanism  used  in  one  make  of    flaming  arc 


lamp.  Fig.  35  gives  a  comparison  between  a  6.5-ampere  direct- 
current  multiple  lamp  and  a  10-ampere  alternating-current  series 
unit.    Table  VIII  gives  data  relative  to  the  two  lamps  compared 
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in  Fig.  35,  and  is  illustrative  of  the  performance  of  the  modem 
unit.  In  general  the  modern  type  of  lamp  gives  about  2.5  mean 
hemispherical  candle-power  per  watt  with  "white"  carbons  and 
"Alba"  glassware.  With  clear  glassware  the  candle-power  will 
run  upwards  of  5  mean  hemispherical  candle-power  per  watt  con- 
sumption. "Yellow"  carbons  give  from  30  to  50  per  cent  more  light 
for  the  same  energy  consumption. 

Luminous   Arc.     Nature   of  Magnetite    Electrodea,    The   term 
luminous  arc  lamp  is  now  reserved  for  the  type  of  lamp  at  one  time 


known  as  the  "magnetite"  or  metallic  arc  lamp.  Such  lamps  were 
intHKiuced  as  early  as  1903.  The  type  most  commonly  employed 
uses  a  copper  disc  as  one  electrode  and  a  magnetite  stick — formed  by 
forcing  magnetite,  to  which  titanium  salts  are  usually  added,  into  a 
thin  sheet-steel  tube— as  the  other  electrode.  This  lamp  gives  a 
liiniinons  arc  of  high  efficiency  an<l  as  the  magnetite  electrode  is  not 
consumed  rapidly,  magnetite  lamps  do  not  require  frequent  trimming. 
The  life  of  the  maguetite  electrode,  as  at  present  manufactured,  is 
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from  170  to  200  hours.  A  diagram  of  the  connections  of  this  lamp, 
as  manufactured  by  the  General  Electric  Company,  is  shown  in 
Fig.  36.  The  magnetite  electrode 
is  placed  below.  The  copper  elec- 
trode has  just  the  proper  dimen- 
sions to  prevent  its  being  destroyed 
by  the  arc  and  yet  it  is  not  large 
enough  to  cause  undue  condensa- 
tion of  the  arc  vapor.  Direct  cur- 
rent must  he  used  with  this  lamp, 
the  current  passing  from  the  copper 
to  the  magnetite,  and  the  light  given 
by  the  lamp  is  white  in  color. 
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Specificationa,  The  majority  of  the  luminous  arc  lamps  now  in 
use  (some  200,000)  operate  at  about  75  volts  at  the  arc  and  take  4 
amperes,  requiring  310  watts  per  unit.  A  510-watt  6.6-ampere  lamp 
is  also  standard.  Fig,  37  illustrates  the  series  luminous  arc  lamp 
as  manufactured  by  the  General  Electric  Company,  and  Fig.  38 
shows  the  distribution  curves  for  the  4-ampere  and  the  6.6-ampere 
units.  The  4-ampere  lamp  gives  a  mean  hemispherical  candle- 
power  of  545  while  the  6.6-ampere  unit  gives  a  mean  hemispherical 


candle-power  <if  1340.  Metallic  flame  are  lamps  are  also  made  with 
a  second  metallic  electro<le  UMe<i  in  place  of  the  c<»pper  segment. 

A  very  popular  form  of  luminous  arc  lamp  for  ornamental 
street  lighting  is  constructed  with  the  contn>lliiig  mechanism  mountcfl 
below  the  arc  proper  and  the  lamp  Is  enclosed  in  an  ornamental 
globe  and  placed  at  the  top  of  an  ornamental  standard. 

Comparison  of  Arc  Lamps.  For  the  purpose  of  comparing  the 
various  typos  of  arc  lamps  available.  Table  IX,  prepared  by  Mr. 
y.  W,  Ash  and  published  in  the  June,  1911,  Transactions  of  the 
lUumincUing  Engineeniig  Society,  is  given. 
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POWER  DISTRIBUTION 

The  question  of  power  distribution  for  electric  lamps  and  other 
appliances  is  taken  up  fully  in  the  section  on  that  subject;  therefore, 
it  will  be  treated  very  briefly  here.    The  systems  may  be  divided  into : 

(1)  Series  distribution  systems. 

(2)  Multiple-series  or  series-multiple  systems. 

(3)  Multiple  or  parallel  systems. 

They  apply  to  both  alternating  and  direct  current. 

Series  System.  The  series  distribution  system  is  the  simplest  of 
the  three;  the  lamps,  as  the  name  indicates,  are  connected  in  series 

as  shown  in  Fig.  39.    A 
constant  load  is  neces- 
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sary  if  a  constant  poten- 
tial is  to  be  used.  If 
the  load  is  variable,  a 
constant-current  gener- 
ator or  a  special  regu- 
lating device  is  necessarj*. 
Such  devices  are  con- 
stant-current transform- 
ers and  constant-current 
regulators  as  applied  to 
alternating-current  cir- 
cuits. 

Most  Used  for  Street 
Illumination.  The  series 
system  is  used  mostly 
for  arc  and  incandescent 
lamps  when  applied  to 
street  illumination.  Its 
advantages  are  simplicity 
and  the  saving  of  copper. 
The  disadvantages  are 
high  voltage,  as  fixed  by 
the  number  of  lamps  in 
series,  the  limitation  of  the  size  of  the  machines,  since  they  cannot  be 
insulated  for  voltage  above  about  6000;  and  the  fact  that  a  single 
open  circuit  shuts  down  the  whole  system. 
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Fig.  39.     Wiring  Diagram  for  Single-Coil  Transformer 
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Alternating-current  series  distribution  systems  are  being  used 
to  a  very  large  extent.  By  the  aid  of  special  transformers,  or  regu- 
lators, any  number  of  circuits  can  be  run  from  one  machine  or  set  of 
busbars,  and  apparatus  can  be  built  for  any  voltage  and  of  any  size. 
It  is  not  customary,  however,  to  build  transformers  of  this  type 
having  a  capacity  greater  than  one  hundred  6.6-ampere  lamps 
because  of  the  high  voltage  which  would  have  to  be  induced  in  the 
secondary  for  a  larger  number  of  lamps. 

Description  of  Single-Coil  Transformer  for  A,  C.  Series  Circuits. 
Fig.  39  gives  a  diagram  of  the  connection  of  a  single-coil  transformer 
in  service.  The  constant-current  transformer  most  in  use  for  light- 
ing purposes  is  the  one  manufactured  by  the  General  Electric  Com- 
pany and  commonly  known  as  a  "tub  transformer".  Fig.  40  shows 
such  a  transformer  (double-coil  type)  when  removed  from  the  case. 

Referring  to  Fig.  40,  the  fixed  coils  A  form  the  primaries  which 
are  connected  across  the  line;  the  movable  coils  B  are  the  secondaries 
connected  to  the  lamps.  There  is  a  repulsion  of  the  coils  B  by  the 
coils  A  when  the  current  flows  in  both  circuits  and  this  force  is  bal- 
anced by  means  of  the  weights  a^t  W,  so  that  the  coils  B  take  a  posi- 
tion such  that  the  normal  current  wdll  flow  in  the  secondary.  On 
light  loads,  a  low  voltage  is  sufficient;  hence  the  secondary  coils  are 
close  together  near  the  middle  of  the  machine  and  there  is  a  heavy 
magnetic  leakage.  When  all  of  the  lamps  are  on,  the  coils  take  the 
position  shown  when  the  leakage  is  a  minimum  and  the  voltage  a 
maximum.  When  first  starting  up,  the  transformer  is  short-circuited 
and  the  secondary  coils  are  brought  close  together.  The  short  cir- 
cuit is  then  removed  and  the  coils  take  a  position  corresponding  to 
the  load  on  the  line. 

These  transformers  regulate  from  full  load  to  one-third  rated  load 
within  one-tenth  ampere  of  normal  current,  and  can  be  run  on  short 
circuit  for  several  hours  without  overheating.  The  efficiency  is  given 
as  96  per  cent  for  100-light  transformers  and  94.6  per  cent  for  50-light 
transformers  at  full  load.  The  power  factor  of  the  system  is  from 
76  to  78  per  cent  on  full  load  and,  owing  to  the  great  amount  of  mag- 
netic leakage  at  less  than  full  load — the  effect  of  leakage  being  the 
same  as  the  effect  of  an  inductance  in  the  primary  — the  power  factor 
is  greatly  reduced,  falling  to  62  per  cent  at  three-fourths  load,  44  per 
cent  at  one-half  load,  and  24  per  cent  at  one-fourth  load. 
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Standard  sizes  are  for  capacities  of  25,  35,  50,  75,  and  100 
enclosed  arcs  of  the  6.6  ampere  size  and  they  are  also  made  for  lower 
currents  in  the  neighborhood  of  3.3  amperes  for  incandescent  lamps. 
The  low  power  factor  of  such  a  system  on  light  loads  shows  that  a 
transformer  should  be  selected  of  such  a  capacity  that  it  will  be 
fully  or  nearly  fully  loaded  at  all  times.  The  primary  winding  can 
be  constructed  for  any  voltage  and  the  open-circuit  voltages  of  the 
secondaries  are  as  follows: 


j_ 


e  arranged  for  multiple- 


The  50,-  75-,  and  100-light  transformers  e 
circuit  operation — two  circuits 
used  in  series — and  the  volt- 
ages at  full  load  reach  4100  for 
each  circuit  on  the  lOO-Ught 
machine. 

Constant  Poleniial  Trans' 
former  and  Regulator  for  A.  C. 
Series  Circuits.  The  second 
system,  used  for  series  distri- 
bution on  alternating-current 
circuits,  consists  of  a  constant- 
potential  transformer,  step- 
ping down  the  line  voltage  to 
that  required  for  the  total 
number  of  lamps  on  the  8y»<  < 
tem  and  allowing  S3  volts  for 
each  lamp.  In  series  with  the 
lamps  is  a  reactive  coil,  the  ^^■* 
reactance  of  which  is  auto- 
matically regulated,  as  the  load  is  increased  or  decreased,  in 
order  to  keep  the  current  in  the  line  constant.  Fig.  41  shows  such 
a  regulator  and  Fig.  42  shows  this  regulator  connected  in  drcuit. 
The  inductance  is  varied  by  the  movement  of  the  coil  so  as  to  include 
more  or  less  iron  in  the  magnetic  drcuit.  Since  the  inductance  in 
series  with  the  lamps  is  high  on  light  loads,  the  power  factor  is 
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greatly  reduced  as  in  the  constant-current  transformer;  and  the 
circuits  should,  preferably,  be  run  fully  loaded;  60  to  65  lamps  on 
a  circuit  is  the  usual  maximum  limit. 

While  used  primarily  for  arc-light  circuits,  the  same  systems, 
designed  for  lower  currents,  are  very  readily  applied  to  series  incan- 
descent systems. 

Use  of  Mercury  Arc  Rectifier  luith  Flaming  or  Luminous  Arcs. 
The  introduction  of  certain  flaming  or  luminous  arcs  requiring 

direct  current  for  their  operation  has 
led  to  the  use  of  the  mercury  are  rec- 
tifier in  connection  with  series  circuits 
on  alternating-current  systems.  A  con- 
stant-current transformer  is  used  to 
regulate  for  the  proper  constant  cur- 
rent in  its  secondary  winding  and  this 
secondary  current  is  rectified  by  means 
of  the  mercury  arc  rectifier  for  the 
lamp  circuit.  In  the  recent  outfits  the 
rectifier  tubes  are  inmiersed  in  oil  fop 
cooling.  While  this  rectifier  was  first 
introduced  for  the  operation  of  lumi- 
nous arc  lamps,  there  is  no  reason  why 
it  should  not  be  used  with  any  series 
lamp  requiring  direct  current,  provided 
the  system  is  designed  for  the  current 
taken  by  such  lamps.  With  this  sys- 
tem any  commercial  frequency  may  be 
used.  Sets  are  constructed  for  25-, 
Fig.  42.  Wiring  DiaKTara  Showing  Intro-  50-,  and  75-light  circuits.    Thcy  have 

duction  of  the  Current  Ilcgulator  i  •        i      /v«    •  «  p  i 

a  combmed  etnciency-transformer  and 
rectifier-tube,  of  85  to  90  per  cent,  and  operate  at  a  power  factor 
of  from  ()5  to  70  per  cent.  Fig.  43  gives  a  diagram  of  the  circuit 
and  rectifier  connections  used  with  a  single-tube  outfit. 

Multiple-Series  or  Series-Multiple  Systems.  Multiple-series  or 
series-multiple  systems  combine  several  lamps  in  series  and  these 
series  groups  in  multiple,  or  several  lamps  in  multiple  and  these 
multiple  groups  in  series,  respectively.  They  have  but  a  limited 
application. 
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Multiple,  or  Parallel,  Systems.  CharacteruHca  of  System.  By 
far  the  largest  number  of  lamps  in  service  are  connected  to  parallel 
systems  of  distribution.  In  this  system,  the  units  are  connected 
across  the  lines  leading  to  the  busbars  at  the  station,  or  to  the 
secondaries  of  constant-potential  transformers.  Rg.  44  shows  a 
diagram  of  ten  lamps  connected  in  parallel.  The  current  delivered 
by  the  machine  depends  directly  on  the  number  of  lamps  connected 
in  service,  the  voltage  of  the  system  bdng  kept  constant. 


P^..,„ 


Fie,  *3-    Wirias  DUgnun 


C-  Bjrvtem  Showing  MoRury  An  ReoUBer 


Inasmuch  as  the  flow  of  current  in  a  conductor  is  always  accom- 
panied by  a  fall  of  potential  equal  to  the  product  of  the  current 
flowing  into  the  resistance  of  the  conductor,  the  lamps  at  the  end 
of  the  system  shown  will  not  have  as  high  a  voltage  impressed  upon 
them  as  those  nearer  the  machine.  To  overcome  this  serious  obstacle 
in  multiple  systems,  various  regulation  schemes  have  been  adopted. 

Methods  of  Regulation.      The  regulating  systems  are  as  follows: 

(1)  Cylindrical  conductors,  parallel  feeding. 

(2)  Conical  conductors,  paralU'l  fppding. 

(3)  Cylindrical  conductors,  antiparollcl  feeding. 

(4)  Conical  conductors,  antiparallel  feeding. 
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In  the  cylindrical-conductor  parallel-feeding  system,  the  con- 
ductors AB  and  CD,  Fig.  44,  are  of  the  same  size  throughout  and 
are  fed  at  the  same  end  by  the  generator.  The  voltage  is  a  minimum 
at  the  lamps  E  and  a  maximum  at  the  lamps  F,  the  value  of  the 
voltage  at  any  lamp  being  readily  calculated. 

By  a  conical  or  tapering  conductor  is  meant  a  conductor  whose 
diameter  is  so  proportioned  throughout  its  length  that  the  current, 
divided  by  the  cross  section,  or  the  current  density,  is  a  constant 
quantity.  Such  a  conductor  is  approximated  in  practice  by  using 
smaller  sizes  of  wire  as  the  current  in  the  lines  becomes  less. 

In  an  antiparallel  system,  the  current  is  fed  to  the  lamps  from 
opposite  ends  of  the  system,  as  shown  in  Fig.  45. 


D 

Fig.  44.    Parallel  Feeding  S^'stcm 


Fig.  45.    Antiparallel  Feeding  System 


Fig.  46.    Throe-Wiro  System 

Multiple-Wire  Systems.  In  order  to  take  advantage  of  a  higher 
voltage  for  distribution  of  power  to  the  lighting  circuits,  3-  and 
5-wire  systems  have  been  introduced,  the  3-wire  system  being  used 
to  a  very  large  extent.  In  this  system,  three  conductors  are  used, 
the  voltage  from  each  outside  conductor  to  the  middle  neutral 
conductor  being  the  same  as  for  a  simple  parallel  system.  Fig.  46 
gives  a  diagram  of  this.  By  this  system  the  amount  of  copper  re- 
quired for  a  given  number  of  lamps  is  from  five-sixteenths  to  three- 
eighths  of  the  amount  required  for  a  2-wire  distribution,  depending 
on  the  size  of  the  neutral  conductor.  The  saving  of  copper  together 
with  the  disadvantages  of  the  system  is  more  fully  treated  in  the 
paper  on  "Power  Transmission". 
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ILLUMINATION 

Illumination  may  be  defined  as  the  quality  and  quantity  of 
light  which  aids  in  the  discrimination  of  outline  and  the  perception 
of  color.  Not  oiJy  the  quantity,  but  the  quality  of  the  light,  as 
well  as  the  artangement  of  the  units,  must  be  considered  in  a  com- 
plete study  of  the  subject  of  illumination. 

Unit  of  liiumination.  The  unit  of  illumination  is  the  foot  candle 
and  its  value  is  the  amount  of  light  falling  on  a  surface  at  a  distance 
of  one  foot  from  a  source  of  light  one  candle-power  in  value.  The 
law  of  inverse  squares — namely,  that  the  illumination  from  a  given 
source  varies  inversely  as  the  square  of  the  distance  from  the  source 
— shows  that  the  illumination  at  a  distance  of  2  feet  from  a  single 
candle-power  unit  is  .25  foot  candle.  For  further  consideration  of 
the  law  of  inverse  squares,  see  "Photometry'*,  p.  111. 

Illumination  may  be  classified  as  useful — when  used  for  the 
ordinary  purposes  of  furnishing  light  for  carrying  on  work,  taking 
the  place  of  daylight;  and  scenic — ^when  used  for  decorative  lighting, 
such  as  stage  lighting,  etc.  The  two  divisions  are  not,  as  a  rule, 
distinct,  but  the  one  is  combined  with  the  other. 

Intrinsic  Brightness.  By  intrinsic  brightness  is  meant  the 
amount  of  light  emitted  per  unit  surface  of  the  light  source.  Table 
X  gives  the  intrinsic  brightness  of  several  light  sources. 

Regular  Reflection.  Regular  reflection  is  the  term  applied  to 
reflection  of  light  when  the  reflected  rays  are  parallel.  It  is 
of  such  a  nature  that  the  image  of  the  light  source  is  seen  in 
the  reflection.  The  reflection  from  a  plane  mirror  is  an  example 
of  this.  It  is  useful  in  lighting  in  that  the  direction  of  light 
may  be  changed  without  complicating  calculations  aside  from 
deductions  necessary  to  compensate  for  the  small  amoimt  of  light 
absorbed. 

Irregular  Reflection.  Irregular  reflection,  or  diffusion,  consists 
of  reflection  in  which  the  reflected  rays  of  light  are  not  parallel  but 
take  various  directions,  thus  destroyirg  the  image  of  the  light  source. 
Rough  unpolished  surfaces  give  such  reflection.  Smooth  unpolished 
surfaces  generally  give  a  combination  of  two  kinds  of  reflection. 
Diffused  reflection  is  very  important  in  the  study  of  illumination 
inasmuch  as  diffused  light  plays  an  important  part  in  the  lighting  of 
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TABLE  X 
Intrinsic  Brightness  of  Light  Sources 


Candle-power 
PER  Sq.  In. 


Moore  tube 

Frosted  incandescent 

Candle 

Gas  flame 

Oil  lamp. 

Cooper-Hewitt  lamp 

Welsbach  gas  mantle 

Acetylene 

Enclosed  A.  C.  arc 

Enclosed  D.  C.  arc 

Incandescent  lamps 

Carbon  3.5  watts  per  candle. 

Carbon  3.1  watts  per  candle 

Metallized  carbon  2.5  watts  per  candle 

Tantalum  2.0  watts  per  candle 

Tungsten  1.25  watts  per  candle 

Timgsten  1.15  watts  per  candle 

Nemst  1 .5  watts  per  candle 

Sun  on  horizon 

Flaming  arc 

Open  arc  lamp 

Open  arc  crater. 

Run  30®  above  horizon 

Sun  at  zenith 


0.3 
2 
3 
3 
3 

20 

75 

75 

100 


1.75 

5 

4 

8 

8 

17 

50 

100 

200 

500 


375 

480 

625 

750 

875 

1000 

2200 

2000 

5000 

10,000-50,000 

200,000 

500,000 

600,000 


interiors.  This  form  of  reflection  is  seen  in  many  photometer  screens. 
Light  IS  also  difl^used  when  passing  through  semitransparent  shades 
or  screens. 

In  considering  reflected  light,  we  find  that,  if  the  surface  on 
which  the  Hght  falls  is  colored,  the  reflected  light  may  be  changed  in 
its  nature  by  the  absorption  of  some  of  the  colors.  Since,  as  has  been 
said,  the  reflected  light  in  interior  lighting  forms  a  large  part  of  the 
source  of  illumination,  this  illumination  will  depend  upon  the  nature 
and  the  color  of  the  reflecting  surfaces. 

Whenever  light  is  reflected  from  a  surface,  either  by  direct  or 
diffused  reflection,  a  certain  amount  of  light  is  absorbed  by  the  sur- 
face. Table  XI  gives  the  amount  of  white  light  reflected  from  differ- 
ent materials. 

From  this  table  it  is  seen  that  the  light-colored  papers  reflect  the 
light  well  but,  of  the  darker  colors,  only  yellow  has  a  comparatively 
high  coefficient  of  reflection.  Black  velvet  has  the  lowest  value  but 
this  only  holds  when  the  material  is  free  from  dust.    Rooms  with 
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TABLE  XI 
Relative  Reflecting  Power 


Material 


White  blotting  paper. 
Whit«  cartridge  paper 
Chrome  yellow  paper. 

Orange  paper 

Yellow  wall  paper.  . . 
Light  pink  paper. . . . 
Yellow  cardboard. . . . 
Light  blue  cardboard . 
Emerald  green  paper. , 
Dark  brown  paper. .. 

Vermilion  paper 

Blue-green  paper .... 

Black  paper 

Black  cloth 

Black  velvet 


82 
80 
62 
60 
40 
36 
30 
25 
18 
13 
12 
12 
5 
1 


2 
4 


dark  walls  require  a  greater  amount  of  illuminating  power,  as  will  be 
seen  later. 

RESIDENCE  LIQHTINQ 

Types  of  Lamps.  The  lamps  used  for  residence  lighting  are 
limited  to  the  less  powerful  units — namely,  carbon  or  tungsten 
lamps  varying  in  candle-power  from  8  to  40  per  unit.  These  should 
always  be  shaded  so  as  to  keep  the  intrinsic  brightness  low.  The 
intrinsic  brilliancy  should  seldom  exceed  2  to  3  candle-power  per 
square  inch  and  its  reduction  is  usually  accomplished  by  appropriate 
shading.  Arc  lights  are  so  powerful  as  to  be  uneconomical  for  small 
rooms,  while  the  color  of  the  mercury-vapor  light  is  an  additional 
objection  to  its  use. 

Plan  of  Illumination.  Lamps  may  be  selected  and  so  located  as 
to  give  a  brilliant  and  fairly  uniform  illumination  in  a  room;  tut  this 
is  an  uneconomical  scheme  and  the  one  more  commonly  employed 
is  to  furnish  a  uniform,  though  comparatively  weak,  ground  illumi- 
nation and  to  reinforce  this  at  points  where  it  is  necessary  or  desir- 
able. The  latter  plan  is  satisfactory  in  almost  all  cases  and  the  more 
economical  of  the  two. 

While  the  use  of  units  of  different  power  is  to  be  recommended, 
where  desirable,  lights  differing  in  color  should  not  be  used  for  lighting 
the  same  room.    As  an  exaggerated  case,  the  use  of  arc  lamps  with 
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incandescent  lamps  might  be  mentioned,  the  arcs  being  so  much 
whiter  than  the  incandescent  lamps  that  the  latter  appear  distinctly 
yellow  when  the  two  are  viewed  at  the  same  time. 

Calculation  of  Illumination.  Point^y- Point  Method.  In  deter- 
mining the  value  of  illumination,  not  only  the  candle-power  of  the 
units  but  the  amount  of  reflected  light  must  be  considered  for  the 
given  location  of  the  lamps.  Following  is  a  formula  based  on  the 
coefficient  of  reflection  of  the  walls  of  the  room,  which  serves  for  pre- 
liminary calculations: 

1 


/  is  illumination  in  foot  candles;  c.p.  is  candle-power  of  the  unit;  k  is 

coefficient  of  reflection  of  the  walls;  d  is  distance  from  the  unit  in  feet. 

Where  several  equal  units  are  used,  this  formula  becomes 


or  c.p.  = 


\d'      ^    dl^-l-    d^2    ^  J    1. 


where  d,  d\,  d2,  etc.,  equal  the  distances  from  the  point  considered  to 
the  various  light  sources.  If  the  lamps  are  of  different  candle-power, 
the  illumination  may  be  determined  by  combining  the  illumination 
from  each  source  as  calculated  separately.  An  example  of  calcula- 
tion is  given  on  page  64. 

Correction  for  Angle  of  Lights  with  Plafie  of  Illumination.  The 
above  method  is  not  strictly  accurate  because  it  does  not  take 
account  of  the  angle  at  which  the  light  from  each  one  of  the  sources 
strikes  the  assumed  plane  of  illumination.     If  the  ray  of  light  is 

c,p. 
perpendicular  to  the  plane,  the  formula  I  =  -Jt^  gives  correct  values. 

If  a  is  the  angle  which  the  ray  of  light  makes  with  a  line  drawn  from 

the  light  source  perpendicular   to  the   assumed   plane,   then   the 

formula  becomes 

J  _  c.p.  X  cos  a 

7/2    -- 

Therefore,  by  multiplying  the  candle-power  value  of  each  light  source 
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in  the  direction  of  the  illuminated  point  by  the  cosine  of  each  angle 
a,  a  more  accm'ate  result  will  be  obtained. 

It  is  readily  seen  that  the  effect  of  reflected  light  from  the 
ceilings  is  of  more  importance  than  that  from  the  floor  of  a  room. 
The  value  of  k,  in  the  above  formula,  will  vary  from  60  per  cent  to 
10  per  cent,  but  for  rooms  with  a  fairly  light  finish  50  per  cent 
may  be  taken  as  a  good  average  value. 

Amount  of  Light  Necessary.  The  amount  of  illumination  will 
depend  on  the  use  to  be  made  of  the  room.  One  foot  candle  gives 
sufficient  illumination  for  easy  reading,  when  measured  normal  to 
the  page,  and  probably  an  illumination  of  .5  foot  candle  on  a  plane 
3  feet  from  the  floor  forms  a  sufficient  groimd  illumination.  The 
illumination  from  sunlight  reflected  from  white  clouds  is  from  20 
foot  candles  up,  while  that  due  to  moonlight  is  in  the  neighborhood 
of  .03  foot  candle.  It  is  not  possible  to  produce  artificially  a  light 
equivalent  to  daylight  on  account  of  the  great  amount  of  energy  that 
would  be  required  and  the  difficulty  of  obtaining  proper  diffusion. 

The  method  of  calculating  the  illumination  of  a  room  that  has 
just  been  described  is  known  as  the  poiTd-by-foird  method  and  it 
gives  very  accurate  results,  if  account  is  taken  of  the  angle  at  which 
the  light  from  each  source  strikes  the  plane  of  illumination  and  if 
the  light  distribution  curves  of  the  units  and  the  value  of  h  have 
been  carefully  determined.  Under  these  conditions,  however,  the 
calculations  become  extended  and  complicated,  and  methods  only 
approximate,  but  simpler  in  their  application,  are  being  introduced. 
One  method,  which  gives  good  results  when  applied  to  fairly 
large  interiors,  makes  the  flux  of  light  from  the  light  sources  the  basis 
of  calculation  of  the  average  illumination. 

Flux  of  Light  Method,  flux  of  light  b  measured  in  lumens  and 
a  lumen  is  the  amount  of  light  which  must  fall  on  one  square 
foot  of  surface  in  order  to  produce  a  uniform  illumination  of  an 
intensity  of  one  foot  candle.  A  source  of  light  giving  one  candle- 
power  in  every  direction  and  placed  at  the  center  of  a  sphere  of  one 
foot  radius  would  give  an  illumination  of  one  foot  candle  at  every 
point  in  the  siu*face  of  the  sphere  and  the  total  flux  of  light  would 
be  47r,  or  12.57  lumens,  since  the  area  of  the  sphere  would  be  4t, 
or  12.57  square  feet.  A  lamp  giving  one  mean  spherical  candle- 
power  gives  a  flux  of  12.57  lumens  and  the  total  flux  of  light  from 
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any  souice  is  obtained  by  multiplying  its  mean-  spherical  candle- 
power  by  12.57.  In  calculating  illumination  it  is  customary  to 
determine  the  illumination  on  a  plane  about  30  inches  from  the 
floor  for  desk  work,  and  about  42  inches  from  the  floor  for  the  dis- 
play of  goods  on  counters.  If  we  determine  the  total  number  of 
lumens  falling  on  this  plane  and  divide  this  number  by  the  area  of 
the  plane,  we  obtain  the  average  illumination  in  foot  candles.  This 
of  course  tells  us  nothing  about  the  maximum  or  minimum  value  of 
the  illumination  and  such  values  must  be  obtained  by  other  methods, 
if  they  are  desired.  Reflected  light,  other  than  that  covered  by  the 
distribution  curve  of  the  light  unit  including  its  reflector,  is  usually 
neglected  in  this  method  of  calculation. 

We  may  assume  that  in  large  rooms  the  light  coming  from  the 
lamp  within  an  angle  of  75  degrees  from  the  vertical  reaches  the 
plane  of  illumination.  In  smaller  rooms  this  angle  should  be  reduced 
to  about  60  degrees.  In  order  to  determine  the  flux  of  light  within 
this  angle  a  Rousseau  diagram,  which  is  described  later,  should  be 
drawn.  By  means  of  this  diagram  the  average  candle-power  of 
the  light  source  within  the  angle  assumed  may  be  readily  determined, 
and  this  mean  value,  multiplied  by  12.57,  will  give  the  flux  of  light 
in  lumens.  This  method  of  calculation,  together  with  some  guides 
for  its  rapid  application,  is  described  by  Messrs.  Cravath  and  Lan- 
singh  in  Trafisactiofis  of  the  Illuminating  Engineering  Society:  1908. 
The  same  authorities  give  the  following  useful  data: 

To  determine  the  watts  required  per  square  foot  of  floor  area, 
multiply  the  intensity  of  illumination  desired  by  the  constants  given, 
as  follows: 

INTENSITY  CONSTANTS  FOR  INCANDESCENT  LAMPS 

Tungsten  lamps  rated  at  1.25  watts  per  horizontal  candle-power;  clear 
prismatic  reflectors,  either  bowl  or  concentrating;  Lirge  room;  light 
ceiling;  dark  walls;  lamps  pendant;  height  from  8  to  15  feet 25 

Same  with  very  light  walls 20 

Tungsten  lamps  rated  at  1.25  watts  per  horizontal  candle-power;  pris- 
matic  bowl  reflectors  enameled;   large  room;  light  ceiling;  dark 

walls;  liimps  pendant,  height  from  8  to  15  feet 29 

Same  with  very  light  walls 23 

Gem  lamps  rated  at  2.5  watts  per  horizontal  candle-power;  clear  pris- 
matic  reflectors,  either   concentrating   or   bowl;   large  room;   light 

ceiling;  dark  walls;  lamps  pendant;  height  from  8  to  15  feet 65 

Same  with  very  Hght  walla 46 
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Carbon  filament  lamps  rated  at  3.1  watts  per  horizontal  candle-power; 
clear  prismatic  reflectors,  either  bowl  or  concentrating;  light  ceiling; 

dark  walls;  large  room;  lamps  pendant;  height  from  8  to  15  feet 65 

Same  with  very  light  walls 55 

Bare  carbon  filament  lamps  rated  at  3.1  watts  per  horizontal  candle- 
power;  no  reflectors;  large  room;  very  light  ceiling  and  walls;  height 

from  10  to  14  feet 75  to  1 .5 

Same;  small  room;  medium  walls 1 . 25  to  2 . 0 

Carbon  filament  lamps  rated  at  3.1  watts  per  horizontal  candle-power; 
opal  dome  or  opal  cone  reflectors;  light  ceiling;  dark  walls;  large 

room;  lamps  pendant;  height  from  8  to  15  feet 70 

Same  with  light  walls .60 

INTENSITY  CONSTANTS  FOR  ARC  LAMPS 

5-ampere,  enclosed  direct-current  arc  on  110-volt  circuit;  clear  inner, 
opal  outer  globe;  no  reflector;  large  room;  light  ceiling;  medium 
walls;  height  from  9  to  14  feet .50 

Lighting  Arrangement.  An  arrangement  of  lamps  giving  a  uni- 
form illumination  cannot  well  be  applied  to  residences  on  account 
of  the  number  of  units  required  and  the  inartistic  effect.  We 
are  limited  to  chandeliers,  side  lights,  or  ceiling  lights,  in  the 
majority  of  cases,  with  table  or  reading  lamps  for  special  illumi- 
nation. 

When  ceiling  lamps  are  used  and  the  ceilings  are  high,  some 
form  of  reflector  or  reflector  lamp  is  recommended.  In  any  case 
where  the  coefficient  of  reflection  of  the  ceilings  is  less  than  40  per 
cent,  it  is  more  economical  to  use  reflectors.  When  lamps  are 
mounted  on  chandeliers,  the  illumination  is  far  from  uniform,  being 
a  maximum  in  the  neighborhood  of  the  chandelier  and  a  minimum 
at  the  corners  of  the  room.  By  combining  chandeliers  with  side 
lights  it  is  generally  possible  to  get  a  satisfactory  arrangement  of 
lighting  for  small  or  medium-sized  rooms. 

As  a  check  on  the  candle-power  in  lamps  required,  we  have  the 
following: 

Illumination  of  Room  for  Different  Arrangements  of  Lamps,  As 
an  example  of  the  calculation  of  the  illumination  of  a  room  with 
difTerent  arrangements  of  the  units  of  light,  assume  a  room  16  feet 
square,  12  feet  high,  and  with  walls  having  a  coefficient  of  reflection 
of  50  per  cent.  Consider  first  the  illumination  on  a  plane  3  feet 
above  the  floor  when  lighted  by  a  single  group  of  lights  mounted  at 
the  center  of  the  room  3  feet  below  the  ceiling.    If  a  minimum  value 
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of  .5  foot  candle  is  required  at  the  corner  of  the  room,  we  have  the 
equation  (point-by-point  method) 

1.1 


1 


.5  =  c.  p. 


X 


12.8«'    1-.5 

1      sinced=V82+8M^  =  i2.8  (SeeFig.  47), 
Solving  for  the  value  of  c.  p.,  we  have 


c.  p.= 


.0 


^x^ 


=  .5X82  =  41 


164'   .5 

Three    16-candle-power    lamps    would 
serve  this  purpose  very  well. 

To  determine  the  illumination  directly 


•0      under  the  lamp,  we  have 


Fig.  47.     Diagram  Showing 

Method   of   Calculating 

Room  Illumination 


/=48X-i-X— ^=^X2  =  2.7  ft.-candles. 

U  1      .0       ou 


This  value  is  five  times  the  value  of  the  illumination  at  the 
corners  cf  the  room. 

Next  consider  four  8-candle-power  lamps  located  on  the  side 
walls  8  feet  above  the  floor,  as  shown  in  Fig.  48.    Calculating  the 

illumination  at  the  center  of  the  room  on  a 
J   plane  3  feet  above  the  floor,  we  have 


Vk9     89     89     89/1-. 
(/J=8»+5«=64+25=89 


7 =8X^X2  =  .72  foot  candle 


•5 


The  illumination  at  the  corner  of  the  room 
T    would  be 


10 

i 

rO 


Fig.  48.     Diagram  for  Four 

8-C\P.  I-J4mp«  on  Hide 

Wall 


7=8^1 +1+^-+-^-"^-^ 
V89     89     345     345/1  - 


.5 


=8 


( 


) 


2  2    - 

f  rrr  1 X2  =  .45  foot  candle 


89  '  345. 

In  a  similar  manner  the  illumination  may  be  calculate<l  for  any 
point  in  the  room  or  a  series  of  points  may  be  taken  and  curves 
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TABLE  XII 
A  Typical  Residence  Installation 
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Room 

No  OP  Lights 

Globe  or  RErLECTOR 

Remarks 

Hall  (front) 
10'X4'6' 

1  10-watt  Mazda 

Opalescent    enclosing 
globe 

Walb    dark    green, 
ceiling  white 
Lamp  7'  above  floor 

Living  room 
13'X14' 

1  60-watt  Mazda 

2  15-watt  Mazda 
portable 

Semi-indirect   opales- 
cent bowl 

Walb    dark    green, 

ceiling  white 
Lamp     T'-C'    above 

floor 

Dining  room 

1  60-watt  Mazda 
3  15-watt  Mazda 

Dome  with  silk  diffus- 
ing    screen     under- 
neath 

Back  of  art-glass  win- 
dow 

Lamp  4'-9'    from 
floor 

Den  11' X 10' 

1  100- watt  Mazda 

1    25-watt    desk 
lamp 

Total   indirect   light- 
ing fixture 

Walls    dark    green, 
ceiling  white 
Lamp  7'-3'    above 
floor 

Pantry 

1  15-watt  Mazda 

Semi-indirect,  opales- 
cent bowl 

Walls    buff,    ceiling 
white 

Hall  (rear) 

1  15-watt  Mazda 

Lamp    frosted,    opal 
shade 

Lamp    7'-6'    above 
floor 

Bathroom 
9'X6' 

1  25-watt  Mazda 
1  25-watt  Mazda 

Opalescent    glass, 
bowl-shaped  reflect- 
or 

Metal  reflector 

Bracket  lamp   5'-6' 
from  floor 

Mounted    at    right 
of  mirror 

Bedroom 
10'X14' 

1  15-watt  Mazda 
1  40- watt  Mazda 

Cylindrical    diffusing 

shade 
Deep  bowl  -  shaped 

diffusing  shade 

Bracket  lamp 

Ceiling    lamp    7-'8' 
above  floor 

Kitchen 
9'Xll' 

1  40-watt  Mazda 

Extensive     prismatic 
reflector 

Lamp    7'-6'    from 
floor 

plotted,  showing  the  distribution  of  the  light  as  well  as  the  areas 
having  the  same  illumination.  Where  refined  calculations  are 
desired,  the  correct  distribution  curve  of  the  lamp  must  be  made 
use  of  in  order  to  determine  the  candle-power  in  different  directions 
in  the  room. 

Ilbnnination  Calculations  After  Lights  Are  Installed.  By  means 
of  the  Weber,  or  some  other  form  of  portable  photometer,  curves  as 
plotted  from  calculations  may  be  readily  checked  after  the  lamps 
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are  installed.  When  lamps  are  to  be  permanently  located,  the 
question  of  illumination  becomes  an  important  one  and  it  may  be 
desirable  to  determine,  by  calculation,  the  illumination  curves  for 
each  room  before  installing  the  lamps.  This  applies  to  the  lighting 
of  large  interiors  more  particularly  than  to  residence  lighting.  The 
point-by-point  method  of  calculation  is  used  for  very  accurate  work 
when  tlie  system  of  illumination  admits  of  this  method.  Other 
methods  are  often  simpler  and  sufficiently  accurate  for  practical 
work. 

Typical  Arrangement  for  Small  Residence.  In  house  lighting 
the  decorative  element  predominates,  yet  the  illumination  shoidd  be 
satisfactory  and  the  system  should  be  economical  in  its  operation. 
As  typical  of  a  satisfactory^  and  inexpensive  lighting  system  in  a 
small  residence.  Table  XII,  compiled  for  an  article,  by  Mr.  A.  L. 
Powell,  published  in  the  Transaction's  of  the  Illuminating  Engineer^ 
ing  Society y  is  given. 

Rules  for  Qood  Residence  Illumination.  Before  passing  on  to 
the  subject  of  the  lighting  of  larger  interiors  it  w-ould  be  well  to  call 
attention  to  some  of  the  salient  points  of  good  lighting  as  they  are 
set  forth  in  the  little  primer  on  illumination,  *T«ight:  Its  Use  and 
Misuse'*,  published  by  the  Illuminating  Engineering  Society,  New 
York  City,  as  these  principles  apply  verj'  directly  to  the  plans  for 
residence  lighting  systems: 

lUuniiniition  cannot  be  judged  by  the  brightness  of  lamps. 

nickering  sources  of  light  arc  to  be  avoided. 

The  eycM  should  not  be  subjected  to  an  unshaded  lamp. 

Light  should  come  from  above  the  eyes,  not  from  below  or  on  a  level  with 
the  eves. 

Place  lamps  so  that  one  does  not  have  to  face  them  when  readinR. 
Do  not  use  a  bright  hght  against  a  dark  background. 

Do  not  use  local  lighting  alone;  j)rovide  for  a  general  illumination  and 
th'^n  add  lo(ral  Hght  ing  as  n(K.^ded. 

I'so  care  in  tho  selection  of  n'fle<*tors.  Mo<lcrn  globes  and  reflectors  ore 
scientifically  (h^igiu^l  for  given  r'onditions  and  should  b(^  ustsl  as  planned  by  their 
makers:. 

Light  walls  and  lightly  tinted  shadt^s  are  preferred. 

Most  work  can  be  carried  on  with  an  illumination  of  from  2  to  3  foot  candles 
Fim^print  reading  and  sewing  recpiinj  perhaps  5  foot  candles.  From  7  to  10 
foot  cam  lies  is  ample  for  drafting,  engraving,  etc. 
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LIGHTING  OF  PUBLIC  HALLS,  OFFICES,  ETC. 

Variations  from  Residence  Problem.  Lighting  of  public  halls 
and  other  large  interiors  differs  from  the  illumination  of  residences 
in  that  there  is  usually  less  reflected  light;  and,  again,  the  distance 
of  the  light  sources  from  the  plane  of  illumination  is  generally 
greater,  if  an  artistic  arrangement  of  the  lights  is  planned.  This  in 
turn  reduces  the  direct  illumination.  The  primary  object  is,  how- 
ever, as  in  residence  lighting,  to  produce  a  fairly  uniform  ground 
illiunination  and  to  superimpose  a  stronger  illumination  where 
necessary.  An  illumination  of  .5  foot  candle  for  the  ground  illum- 
ination may  be  taken  as  a  minimum. 

Use  of  Larger  Units.  In  the  lighting  of  large  rooms  it  is  per- 
missible to  use  larger  light  units,  such  as  arc  lamps  and  high  candle- 
power  incandescent  units,  while  for  factory  lighting  and  drafting 
rooms,  where  the  color  of  the  light  is  not  so  essential,  the  Cooper- 
Hewitt  lamp  is  being  employed.  High  candle-power  reflector  lamps, 
such  as  the  tungsten  lamp,  are  being  used  to  a  large  extent  for 
ofBces  and  drafting  rooms. 

Choice  of  Type  of  Unit.  The  choice  of  the  type  of  lamp  depends 
on  the  nature  of  the  work.  Where  the  light  must  be  steady,  incan- 
descent lamps  are  to  be  preferred  to  the  arc  or  vapor  lamps,  though 
the  latter  are  often  the  more  efficient.  When  arcs  are  used,  they 
must  be  carefully  shaded  so  as  to  diffuse  the  light — doing  away  with 
the  strong  shadows  due  to  portions  of  the  lamp  mechanism — and 
to  reduce  the  intrinsic  brightness.  Such  shading  will  be  taken  up 
under  the  heading  "Shades  and  Reflectors".  Arcs  are  sometimes 
preferable  to  incandescent  lamps  when  colored  objects  are  to  be 
illuminated,  as  in  stores  and  display  windows,  but  the  color  of  the 
tungsten  lamp  is  a  great  improvement  over  the  carbon  lamps  pre- 
viously used. 

Location  of  Lights.  In  locating  lamps  for  this  class  of  lighting, 
much  depends  on  the  nature  of  the  building  and  on  the  degree  of 
economy  to  be  observed.  For  preliminary  determination  of  the 
location  of  groups,  or  the  illumination  when  certain  arrangement 
of  the  units  is  assumed,  the  principles  outlined  under  "Residence 
Lighting'^  may  be  applied.  It  has  been  found  that  actual  measure- 
ments show  results  approximating  closely  such  calculated  values. 
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Arcs.  When  arcs  are  used  they  should  be  placed  fairly  high — 
20  to  25  feet  when  used  for  general  illumination  and  when  the 
ceilings  are  high.  They  should  be  supplied  with  reflectors  so  as  to 
utilize  the  light  ordinarily  thrown  upwards.  When  used  for  drafting- 
room  work,  they  should  be  suspended  from  12  to  15  feet  above  the 
floor,  and  special  care  must  be  taken  to  diffuse  the  light. 

Incandescents.  Incandescent  lamps  may  be  arranged  in  groups, 
either  as  side  lights  or  mounted  on  chandeliers,  or  they  may  be 
arranged  as  a  frieze  running  around  the  room  a  few  feet  below  the 
ceiling.  The  last  named  arrangement  of  lights  is  one  that  may  be 
made  artistic,  but  it  is  uneconomical  and  when  used  should  ser\'e 
for  the  ground  illumination  only.  Keflector  lights  may  be  used  for 
this  style  of  work  and  the  lights  may  be  entirely  concealed  from  view, 
the  reflecting  property  of  the  walls  being  utilized  for  distributing 
the  light  where  needed. 

Ceiling  Lights,  Ceiling  lights  should  preferably  be  supplied 
with  reflectors,  especially  when  the  ceilings  are  high. 

Indirect  Lighting.  Indirect  lighting  is  employed  to  some  extent. 
By  indirect  lighting  we  mean  a  system  of  illumination  in  which  the 
light  sources  are  concealed  and  the  light  from  them  is  reflected  to 
the  room  by  the  walls,  or  ceilings,  or  other  surfaces;  or  in  which  the 
light  sources  are  placed  above  a  diffusing  panel.  In  the  latter  case 
the  diffusing  plate  appears  to  be  the  source  of  light.  In  some  cases 
the  walls  themselves  are  shaped  and  constructed  so  as  to  form  the 
reflectors  for  the  light  units  (cove  lighting),  but  in  others  all  of  the 
reflecting  surfaces,  except  the  side  walls  and  ceiling,  are  made  por- 
tions of  the  lamp  fixtures. 

Semi-Indirert  Lighting.  Semi-indirect  fixtures  are  now  avail- 
able. These  allow  a  portion  of  the  light  to  be  diffused  and  thrown 
directly  on  the  plane  to  be  illuminated  but  a  large  portion  of  the 
light  is  thrown  to  the  ceiling,  or  to  a  special  reflector  taking  the 
place  of  the  ceiling,  and  from  there  reflected  to  the  points  where 
the  light  is  required.  Fixtures  of  this  nature  will  be  illustrated  in 
the  section  on  shades  and  reflectors.  The  following  points  may  be 
noted  when  considering  direct,  semi-Indirect,  and  indirect  systems  of 
lighting: 

Direct  vs.  Jmlirect  Lighting.  Direct  systems  are  usually  the 
most  economical;  semi-indirect  next;   and  indirect  systems 
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least  economical  for  a  given  illumination.  The  matter  of  uniform 
illumination  follows  the  reverse  order,  direct  lighting  giving  the 
least  uniform  effects.  The  disadvantage  of  the  indirect  systems 
comes  from  the  loss  of  light  through  the  agency  of  the  required 
reflecting  surfaces.  There  is  also  a  possibility  in  indirect  systems  of 
lighting  of  too  uniform  and  too  shadowless  an  illumination,  the  effect 
of  which  is  very  trjing  on  the  eyes.  Experiments  show  that  a 
system  using  about  15  per  cent  of  the  light  as  coming  directly  from 
the  light  source  is  more  satisfactory  than  totally  indirect  systems 
for  the  average  Installation. 

For  indirect  systems  the  ceilings  should  be  verj'  light  in  color; 
with  clean  white  calcimine  ceilings  the  coefficient  of  reflection  will 
vary  from  73  to  78  per  cent, 
depending  upon  the  angl^  at 
which  the  light  strikes  the  ceiling, 
and  the  condition  of  the  surface, 
whether  rough  or  smooth.  Fig. 
49  shows  a  distribution  curve 
for  a  light  unit  which  is  con- 
sidered as  ideal  for  semi-indirect 
lighting.  Distribution  curves  as 
obtained  in  practice  will  be  illus- 
trated in  the  section  covering 
shades  and  reflectors. 

Methods  of  Calculating  Illu- 
mination. The  methods  of  calcu- 
lating illumination  or  of  determining  the  lamps  required  to  give  a 
certain  illumination  are  not  different  from  those  already  outlined  in 
connection  with  residence  lighting.  The  point-by-point  method 
may  be  used,  and,  with  the  aid  of  properly  prepared  tables  of  con- 
stants, cosines,  etc.,  the  work  is  rendered  less  burdensome,  but  the 
fiux-of-light  method  involves  less  of  numerical  calculation  and  pves 
excellent  results  in  the  majority  of  cases.  Of  the  various  methods 
of  procedure  which  might  be  followed  in  making  calculations  by  the 
flux-of-light  metliod  only  one  will  be  illustrated  here. 

Typical    Cnlmlniion    hy    Flu j-<>f- Light    Mffhfd.     A^^iime 
room  40'  by  SO',  ceiling  15'  high,  with  medium  light  witlls  and  ceil- 
ings to  be  lighted  with  an  average  intensity  of  3  foot  CiMji^lea  on  » 
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TABLE  XIII 

Percentage  of  Total  Lumens  from  Light  Sources  Which  Are  Effective 

under  Different  Conditions 


Walla 

Ceiling 

REFUECTORS 

1 
1 

Bare 
Lamp 

Prismatic 
Gear 

Prismatic 
Sanded 

Steel 
Porcelain 

and 
Aluminum 

Opal 

White 

Glasi 

of  Light 

Density 

Indirect 

and  Senu- 

Indirrrt 

(Percentage  of  Lumena  Effective) 

Light 

Medium 

Light 

Dark 

Medium 

Dark 

Dark 

yght 

Light 

Medium 

Light 

Medium 

Medium 

Dark 

41 

35 
34 
30 
30 
25 
21 

60 
53 
52 

48 
48 
45 
40 

51 

47 
47 
43 
43 
40 
36 

48 
46 
47 
44 
45 
44 
44 

50 
45 
44 
42 
42 
40 
37 

48 
44 
43 
40 
40 
36 
33 

31 
28 
21 
25 
19 
17 
10 

plane  of  illumination  2^  feet  from  the  floor.  There  will  be  required 
3X40X80,  or  9600  effective  lumens.  The  relation  between 
effective  lumens  and  total  lumens  of  light  sources  must  next  be 
known  in  order  that  we  may  find  the  total  lumens  to  be  given  by 
all  of  the  lamps.  Table  XIII  gives  very  useful  data  in  this  con- 
nection (Mazda  lamps  assumed). 

Likewise,  in  order  to  get  the  total  candle-power  rating  of  our 
required  lamps,  we  must  know  the  total  lumens  given  by  the  dif- 
ferent sizes  of  units.    These  values  are  given  in  Table  XIV. 


TABLE  XIV 

Total     Lumens,  Average,  for   Mazda   Lamps, 
Based  on   Lamp  Life  of  1000  Hours 


Ilating 

Total  Lumens, 
Average 

25 

189 

40 

323 

60 

505 

100 

842 

150 

1262 

250 

2195 

400 

3512 

500 

4390 

A  reflector,  say  of  the  clear  prismatic  type,  must  first  be 
sinned;   then  from   Table  XIII  we   see  that   for  such   a  reflector 
with    medium  walls   and   ceilings,  only  48  per   cent  of  the  total 
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TABLE  XV 
Required  Intensity  of  Illumination 


Place  to  be  Lighted 

Auditoriums,  theaters 

Bookkeeping  rooms 

Corridors,  halls 

Depots,  assembly  halls,  and  churches 

Drafting  rooms 

Desk  lighting 

Engravmg  rooms 

Factories,  general,  where  individual  drops  are  used 

Factories,  complete,  no  individual  drops 

Hotel  halls 

Hotel  rooms 

Offices  (waiting  rooms) 

Offices  (private) 

Offices  (general). . 

Offices  (where  desk  lights  are  used) 

Postoffices 

Reading  rooms 

Residences 

Stores  (light  goods) 

Stores  (dry  goods) 

Stores  (clothing) 

Store  windows........ 

School  rooms. 

Saloons,  cafes^^pending  on  effects 

Stations  (waiting  rooms) 

Train  sheds.  .  n  : '. 

Warehouses. .  .^ 


Foot  Candles 
Required 


1  — 

3  — 
.5  — 
.75— 

5     — 

2  — 
5  — 
2     — 

4  — 

1  — 

2  — 
1.25— 

2  — 

3  — 
1.5  — 
2  — 
1      — 

1  — 

2  — 

4  — 

4  — 

5  — 
2  — 
2  — 
1.5  — 
1.5  — 
1.5  — 


3 

5 

1 

1.5 
10 

5 
10 

3 

5 

1.5 

3 

2.5 

3 

4 

2.5 

5 

3 

3 

3.5 

6 

7 
20 

3 

5 

2.5 

2 

2 


9 
* 


lumens  are  effective;  therefore  the  total  lumens  must  be  the 
required  lumens,  9600,  divided  by  0.48,  or  20,000  lumens.  By 
dividing  the  total  of  20,000  by  the  total  lumens  of  each  size  of 
lamp  we  can  get  the  required  number  of  lamps  of  that  rating  which 
will  be  required. 

For  uniform  illumination  a  large  number  of  small  units  should 
be  used,  but  local  conditions  and  first  cost  of  installation  are  im- 
portant points;  and  the  remainder  of  this  problem  will  be  considered 
on  the  assumption  that  16  outlets  are  provided,  each  fitted  with  a 
150  c.  p.  unit,  and  that  the  outlets  are  uniformly  spaced,  the  dis- 
tance between  the  lamps  being  14  feet.  Of  the  prismatic  reflector 
selected  there  are  three  types  and  the  type  of  reflector  and  the 
proper  mounting  height  remain  to  be  determined.  The  ratio  of 
mounting  height  to  distance  between  lamps  is  given  for  the  three 
types  of  reflector  as  follows:  extensive,  1-2;  intensive,  4-5;  focusing. 
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TABLE  XVI 


Cooper-Hewitt  Lamps 


Av.  Area  per  Lamp 

Service 

Height  of  Lamp 

C.  P.  of  Unit 

in  Square  Feet 

Foundry 

10-15  ft. 

300 

900 

Foundry 

20-25  ft. 

700 

2250 

Machine  shop 

10-15  ft. 

300 

500 

Erecting  shop 

20-30  ft. 

700 

1250 

Drafting  room 

15        ft. 

300 

300 

Drafting  room 

20        ft. 

700 

400 

Offices 

10-15  ft. 

300 

400 

Offices 

20-25  ft. 

700 

750 

Ordinary  labor 

10-15  ft. 

300 

1100 

Ordinary  labor 

20-25  ft. 

700 

2750 

4-3.  Extensive  reflectors  would  be  mounted  9.5  feet  from  the 
floor,  which  might  perhaps  be  too  low.  Focusing  reflectors  could 
not  be  used  to  advantage  and  intensive  reflectors  should  be  mounted 
13i  feet  above  the  floor;  hence  the  intensive  type  of  reflector 
works  out  to  the  best  advantage  for  our  assumed  installation. 

Required  Illumination  for  Different  Locations.  As  a  guide  to 
good  illumination  values  to  be  assumed  for  different  types  of  in- 
teriors, the  following  table,  Table  XV,  may  be  used. 

In  general,  the  greater  the  candle-power  of  the  unit  used  the 
higher  the  units  must  be  mounted  to  give  good  lighting  effects. 
For  illuminating  interiors  with  arc  lamps,  the  specific  distribution 
curve  of  the  unit — curves  of  the  form  shown  in  connection  with  the 
section  on  arc  lamps — should  be  known  and  the  point-by-point 
method  of  calculation  can  be  used,  or  the  number  of  lumens  within 
the  useful  angle  can  be  calculated  by  means  of  the  Rosseau  diagram, 
p.  124  and  the  flux-of-light  method  p.p.  62  and  69.  Table  XVI 
gives  some  useful  information  covering  the  mercury  vapor  lamp 
and  Table  XVII  is  a  guide  to  the  use  of  ordinary  arc  lamps.  Refer- 
ence should  be  made  to  Table  IX  for  a  comparison  of  ordinary  arcs 
with  the  newer  types. 

In  factory  and  drafting-room  lighting,  the  lamps  must  be 
arranged  to  give  a  strong  light  where  most  needed,  and  located  to 
prevent  such  shadows  as  would  interfere  with  the  work. 

Special  Cases.  If  space  permitted,  the  details  of  lighting 
systems  covering  rooms  used  for  a  wide  variety  of  purposes  mij^t 
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be  included.  Many  of  the  problems  that  come  up  can  be  satisfao 
torily  met  by  one  of  several  possible  installations  and  the  lighting  of 
interiors  is,  as  a  whole,  an  art  as  well  as  a  science.  The  reader  is 
referred  to  the  details  of  good  lighting  systems,  as  they  appear  from 
time  to  time  in  the  technical  press,  for  a  more  intimate  knowledge 
of  the  manner  in  which  the  principles,  as  given  here,  ai^  applied  to 
everyday  practice. 

Theater  lighting  becomes  a  special  problem,  as  does  show  win- 
dow and  sign  lighting,  as  well  as  all  forms  of  spectacular  lighting; 
all  are  problems  for  which  it  is  difficult  to  lay  down  any  special  rules 
other  than  the  general  ones  covering  illumination,  as  they  have 
already  been  given. 

STREET  LIQHTINQ 

Nature  of  Problem.  In  studying  the  lighting  of  streets  and 
parks,  we  find  that,  except  in  special  cases,  such  as  narrow  streets 
and  high  buildings,  there  is  no  reflected  light  which  aids  the  illumin- 
ation aside  from  that  due  to  special 
shades  or  reflectors  on  the  lamp 
itself.  Such  reflectors  are  necessary 
*^     if   the    light    ordinarily    thrown 


Fig.  50.     Diagram  for  Calculating  Street         aboVC  the  horizOUtal  plane  is  tO  bc 

Light  Illuminiition  ...        , 

utilized. 
In  calculating  the  illumination  due  to  any  type  of  lamp  at  a 
given  point  it  is  necessary  to  know  tlie  distribution  curve  of  the  lamp 
used  and  the  distance  to  the  point  illuminated.  The  approximate 
illumination  of  a  plane  normal  to  the  rays  of  light  is  given  by  the 
formula 

when  /  is  illumination  in  foot  candles;  c,  p,  is  candle-power  of  the 
unit,  determined  from  the  distribution  curve  of  the  lamp;  h  is  dis- 
tance the  lamp  is  mounted  above  tlie  ground,  in  feet;  and  (2 is  distance 
from  the  base  of  the  pole  supporting  the  lamp  to  the  point  where 
the  illumination  is  being  considered,  Fig.  50. 

While  this  will  give  the  illumination  in  foot  candles,  the  nature 
of  the  lighting  cannot  he  decided  from  this  alone,  but  the  total 
amount  of  light  must  also  be  considered.    Thus,  a  street  lighted 
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with  powerful  units  and  giving  a  minimum  illuminaiion  of  .05  foot 
candles  would  be  considered  better  illuminated  than  one  having 
smaller  units  so  distributed  as 
to  give  the  same  minimum 
value. 

Ideal  and  Actual  Distri- 
bution Curves.  Since  a  uni- 
form distribution  of  light  is 
desirable,  for  economic  rea- 
sons, the  ideal  distribution 
curve  of  a  lamp  for  street  light- 
ing would  be  a  curve  which 
shows  a  low  value  of  candle- 
power  thrown  directly  downward,  but  with  the  candle-power  in- 
creasing as  we  approacli  the  horizontal.  Such  an  ideal  distribution 
curve  is  shown  in  Fig.  51. 


Fig.  61.     Ideal  Dbtribulion  Curve  fi 


,  50"  Atf 


Actual  distribution 
curves  taken  from  com- 
mercial arc  lamps  are 
shown  in  connection  with 
the  arc  lamp  described 
in  the  section  on  this 
subject.  As  illustrative 
of  the  use  of  such  curves 
Figs.  52  and  53  are  in- 
20*    eluded. 

Curve  A  ahows  diatnbu- 
^^  tion  curve  for  a  Q.6-ampeie, 
open  direct-current  arc. 

Curve  B  shows  distribu- 
tion curve  for  a  e.ft-ampere, 
d.  o.  enclosed  arc. 

Curve  C  shows  distribu- 


e  fore 


A  street  rcflecfor  w 


a-  c.  enclosed  arc. 

Globes  used  with  B  and 
C  are  opal  inner  gkibea,  olear 
outer  globes. 

Gkbea  used  withAan  ~ 
clear  outer  ^obes. 
used  with  the  enclosed  aioo. 
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Illumination  Curves.    A  series  of  curves  known  as  "illumination 
curves"  may  be  readily  calculated,  showing  the  illumination  in  foot 


candles  at  a  given  distance  from  the 
foot  of  the  pole  supporting  the  lamp. 
lllununation  cur\e3  corresponding  to 
the  distribution  curves  in  Fig.  52  are 
given  in  Fig.  53  where  A',  B',  and 
C  correspond  to  A,  B,  and  C  in  Kg. 
52.  These  cun'es  correspond  to  actual 
readings  taken  with  commerdal  lamps. 
Similar  curves  for  incandescent  lamps 
fitted  with  suitable  reflectors  are  shown 
in  Fig.  54. 

Rules  Governing    Good    Street 
^'  f^JD-Ticll™ fa 'frrs?'"""    Lighting.    The    principal    considera- 
tions in  street   lighting  other    than 
ornamental   street  lighting  are: 

A  eufiicient  amount  of  light  must  be  supplied  and  difitribut«d  bo  aa  to  gjva 
a  fairly  uniform  diHlribution. 

Lamps  xhould  have  aa  iow  an  intrinsic  >)rilliancy  as  ia  pmctical — all  que»- 
lions,  including  economy,  considered — and  Ihcy  ehould  be  bo  located  th«t  any 
glare  will  not  inlprfcre  with  ordinary  vision. 

Ordinarily  the  maximum  amount  of  light  should  be  given  cA  in  a  direction 
about  20  d^recs  below  the  horizontal. 

The  I^ht  should  be  steady,  ma 
flickering  is  alwi^s  objeotitMiable. 

The  light  ehouM  be  well  diffuaed 
so  as  to  avoid  deep  sbitdowB. 

The  light  eourcea  should  be 
mounted  fairly  high  and  the  greater 
the  cuntile-power  of  the  unit  Uie  higher 
the  lamp  should  be  mounted. 

Amount  of  lIlumlnathHi  for 
We  may  consider  the 
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amount  of  illumination  considered  as  essential  for  the  streets  in  the 
different  sections  of  a  city  as  follows: 

Principal  BiLsiness  Streets,  Principal  business  streets  require 
illumination  of  from  0.25  to  LOO  foot  candle,  as  uniform  as  possible; 
flaming  arc  lights,  luminous  arc  lights,  and  incandescent  clusters  are 
now  in  use  in  the  better  systems. 

Cross  Streets  and  Boulevards,  Cross  streets  and  boulevards 
require  from  0.1  to  0.5  foot  candles.  If  they  are  free  from  shade 
trees,  arc  lights  mounted  fairly  high  may  be  used;  if  shaded,  smaller 
units  in  the  way  of  incandescent  lamps  mounted  at  a  moderate 
height  give  much  better  results. 

Residence  Street.  On  residence  streets,  the  illumination  should 
not  be  high  but  all  crossings  should  be  well  illuminated  and  incan- 
descent systems,  spacing  lamps  about  the  usual  distance  between  line 
poles,  are  ordinarily  installed  for  these  streets. 

Outlying  Districts.  In  outlying  districts  the  lighting  depends 
upon  the  amount  of  money  which  is  to  be  used  for  the  purpose  and 
it  generally  takes  the  form  of  incandescent  units  mounted  at  import- 
ant points,  such  as  street  crossings.  No  definite  rules  can  be  laid 
down. 

General  Specifications.  In  order  to  determine  what  type  or 
types  of  lamps  and  the  number  and  spacing  of  each,  which  will  be 
required  for  a  given  or  assumed  minimum  value  of  illumination. 
Table  XVIII  is  given.  This  table  was  prepared  from  experi- 
mental work  by  Messrs.  Bryant  and  Hake  at  the  University  of 
Illinois. 

Ornamental  Street  Lighting.  Within  the  last  few  years  the 
matter  of  street  lighting  has  received  more  attention  than  formerly 
and  the  result  has  been  to  introduce  more  ornamental  effects  in 
connection  with  the  systems.  These  ornamental  effects  take  the 
form  of  more  artistic  supports  for  the  light  sources;  special  coloring 
of  the  lights;  globes  and  shades  designed  to  make  a  better  appearance 
by  day  as  well  as  by  night,  etc.  For  the  business  streets  these 
ornamental  systems  provide  for  a  brilliant  illumination,  at  least  for 
a  few  hours  in  the  early  evening,  and  the  tendency  is  toward  higher 
illumination  values  along  the  boulevards '  where  the  ornai  ital 
features  are  introduced.  The  more  brilliant  lighting  from  the 
mental  systems  when  installed  in  the  business  streets  to  t 
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TABLE  XVIII 


Horizontal  Distribution  at  Street  Surface  (or  Different  Helghta  and 
Spacings 
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introduction  of  the  term  ^'White-Way  Lighting,"  but  this  tenn 
applies  more  specifically  to  the  incandescent  lamp  systems  than  to 
the  systems  using  ornamental  arcs. 

Ornamental  Standards  Most  Used,  A  small  amount  of  orna- 
mental lighting  is  done  by  means  of  arches  overhanging  the  streets 
and  studded  with  small  incandescent  lamp  units,  but  the  effect  is 
not  always  what  is  desired  and  the  more  common  systems  use  orna- 
mental standards.  These  standards  may  be  of  cast  iron;  steel  pipe 
with  cast-iron  fittings;  or  occasionally  bronze  for  some  special 
standards;  and  the  other  extreme,  concrete,  where  the  first  cost  is  a 
considerable  item.  These  supports  may  be  fitted  with  one  or  two 
arc  lamps  or  with  incandescent  lamps  numbering  from  one  to  five, 
the  candle-power  of  the  individual  units  depending  upon  the  amount 
of  illumination  and  the  display  desired.  For  some  special  effects 
several  highly  colored  flaming  arcs  have  been  mounted  upon  one 
standard  an(J,  in  other  instances,  units  of  extremely  high  candle-power 
have  been  mounted  very  high  above  the  street  or  the  area  to  be 
illuminated. 

Arrangements  for  Turning  Off  Part  of  Lights.  The  arc  lighting 
systems  are  connected  to  a  series  system  of  distribution  but  the 
incandescent  units  in  the  business  districts,  where  they  are  placed 
close  together,  are  more  commonly  supplied  from  a  constant  poten- 
tial system,  either  two-  or  three-wire,  and  in  this  case  the  current 
is  turned  on  and  off  automatically  by  means  of  a  time  clock;  it  may 
be  controlled  from  the  station  by  special  devices;  or  it  may  be 
turned  on  and  off  by  a  patrolman.  In  systems  using  clusters  of  three 
or  five  incandescent  lamps  it  is  not  uncommon  to  arrange  for  turning 
off  all  but  one  imit  in  each  cluster  after  the  early  hours  of  the  even- 
ing and  leaving  but  one  unit  burning  for  the  remainder  of  the  night. 

Since  the  high-efficiency  nitrogen-filled  lamp  can  as  yet  be 
obtained  only  with  filaments  of  a  fairly  large  diameter,  units  for 
multiple  operation  on  110  volts  must  be  of  relatively  high  candle- 
power.  In  order  to  utilize  such  a  high-efficiency  lamp  in  incan- 
descent ornamental  street-lighting  systems,  a  few  installations  have 
been  made  using  a  transformer  in  the  base  of  the  standard  trans- 
former which  reduces  the  distribution  voltage,  which  is  usually 
about  110,  to  a  low  value  suitable  for  the  particular  high-eflBciency 
relatively  low  candle-power  unit  installed  in  the  fixtures. 
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Ornamental  street  lighting  must  produce  illumination  equal  to 
or  better  than  that  considered  good  lighting  with  the  ordinary  sys- 
tems and  after  that  it  is  a  matter  of  the  allowable  expense  and 
artistic  design  as  to  just  what  the  system  will  be. 

Luminous  Arc  Specifications.  Fig.  55  shows  one  form  of  orna- 
mental luminous  arc  lamp.    This  lamp  and  standard  is  made  in 
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more  than  one  size  and  its  use  may  be  outlined  as  follows:  For 
business  streets  use  a  unit  of  14  feet  6  inches  high,  spaced  75  to 
100  feet,  and  staggered,  i.  e.,  lamps  not  placed  opposite  each  other 
on  the  street  but  the  unit  on  one  side  coming  midway  between 
two  units  on  the  opposite  side.  For  parkways  and  boule' 
a  standard  IS  feet  high  unless  t      t 
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streets  use  a  unit  12  feet  high  and  space  the  units  about  300  feet 
apart. 

Incandescent  Clusters.  Fig.  56  illustrates  a  typical  incandescent 
lamp  cluster  for  business  streets.  Similar  supports  may  be  made 
for  three  or  for  one  unit.  The  clusters  are  supported  from  12  to  15 
feet  above  the  cu'-b  and  with  a  spacing  between  standards  of  from 
4  to  0  times  the  height  of  the  cluster.  Standards  may  be  staggered 
or  they  may  be  placed  opposite  each  other  on  the  streets.  For  a 
5-Iight  unit  an  excellent  combination  is  obtained  by  using  one 
100-watt  and  four  00-watt  tungsten  lamps  per  cluster. 

Cmt.  The  cost  per  stand- 
ard for  incandescent  clusters, 
or  for  one  lamp  only,  depends 
upon  the  material  and  design 
of  the  post,  the  number  and 
size  of  the  lamp  units,  the  di^* 
tance  they  are  spaced,  etc. 
For  an  approximate  estimate, 
the  cost  of  materials  only,  in- 
cluding cable,  regulating  de- 
vices at  the  station,  etc.,  will 
be;  five-light  pressed-steel 
standard,  total  of  S96;  one- 
light  cast-iron  standard,  for 
park  service,  $44;  one-light 
bracket-fitting,  for  residence 
lighting,  $15. 

Figs.  57  and  58,  prepared 

by  Messrs.  Bryant  and  Hake, 

are  on  the  basis  of  avfrafje  cost  for  labor  and  materials,  interest 

an.l  (Ifpreciation,  and  for  flectrical  energy  at  one  cent  per  kilowatt 

hiiur. 

TRAIN  LIGHTING 

Of  the  many  sjKTialiml  fields  for  electric  lighting,  probably 
the  lij:htiiig  of  niihviiy  ears  and  trains  is  as  important  as  any.  From 
about  1  s.-)()  to  nlxint  IS;."),  oil  lamps  were  used  almost  exclusivdy  for 
train  lighting.  From  lS7,j  to  lOnn  gas  occupied  the  field  to  the 
greatest  extent.     Since  11«)0  electricity  has  been  introduced  more 
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and  more  extensively  so  that  now  nearly  all  of  the  first-class  trains 
and  a  large  proportion  of  the  local  passenger  trains  use  some  forin  of 
electric-lighting  outfit.  A  reduction  of  the  fire  risk,  the  ease  of 
control,  the  excellent  quality  of  the  light,  the  fact  that  electric  lights 
do  not  vitiate  the  air  or  heat  it  to  the  extent  that  gas  or  oil  lights  do, 
and  the  possibility  of  mounting  electric  lamps  where  other  types  of 
illuminants  could  not  be  used  are  some  of  the  main  reasons  for  the 
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Fig.  59.     Wiring  Diagrams  for  Street  Car  Lamps,     (a)     For  94-Watt  or  56-Watt 
Tungstens;   (b)     For  Lamps  in  Two  Independent  Circuits 

wide  introduction  of  ^ectric  lighting  for  railway  trains.  Early 
electric-lighting  outfits  were  not  entirely  free  from  interruptions  and 
gas  was  necessarily  retained  for  use  in  cases  of  emergency.  Con- 
tinued improvement  in  equipment  has  been  made  and  at  present 
failures  are  in  the  neighborhood  of  one  per  1,000,000  miles  of  oper- 
ation. 

Units.  The  first  of  the  electric  car-lighting  systems  used  carbon 
incandescent  lamps  which,  on  account  of  train  vibration  and  the 
relatively  high  voltage  then  used,  had  an  eflBciency  of  about  4  watts 
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TABLE  XIX 
Characteristics  of  Tungsten-Filament  Street-Rallway  Lamps 
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2000 
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28.8 

1.34 
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2000 

S6 

46,7 

1,2 

457 

94 

78,3 

12 

767 

2000 

per  candle-power.  With  tlie  advent  of  the  higher  efficiency  incan- 
descent units,  each  in  turn  was  adapted  to  train  lighting  and  today 
the  tungsten  lamp  is  standard.  The  increased  efficiency  of  the  lamp 
has  done  much  to  extend  the  use  of  electricity  for  train  lighting  as 
the  weight  and  cost  of  the  generating  and  controlling  equipment  has 
been  reduced  in  proportion  to  the  increase  in  efficiency  of  the  light- 
ing units. 

For  the  lighting  of  electric  cars  the  units  listed  in  Table  XI X  are 
now  considered  standard.  These  lamps  may  be  secured  for  voltages 
of  from  105  to  130,  making  them  adapted,  five  in  series,  to  line  volt- 
ages of  from  525  to  650.  Wiring  diagrams  for  car  lighting  are  shown 
in  Fig.  59. 

Table  XX  gives  data  covering  the  present  standards  for  steam 
train  lighting  units.  The  Gem  berth-Hght  lamp  still  has  a  limited 
application. 

Fixtures  and  Reflectors.  There  is  considerable  leeway  in  the 
choice  of  a  suital)Ie  fixture  and  reflector  for  car  lighting;  and  single- 
light  c'eiling  fixtures,  mounted  in  one  row  down  the  center  of  the  car, 
single-liglit  ceiling  fixtures  mounted  in 

ntwo  rows,  one  down  either  side  of  the 
car;  and  two-light  ceiling  fixtures, 
mounted  in  one  row  down  the  center 
of  tlic  car,  are  all  used.  Glass  reflec- 
tors are  employed  for  the  majority  of 
the  work  but  metal  reflectors  are  in- 
stalled in  baggage,  mail,  and  express 
cars,  and  in  other  locations  where 
glass  reflectors  are  liable  to  breakage 
and  appearance  is  not  of  first  con^d- 
Fig.  60.  Typiiii  Eiecirio  Cm  Fiitun    eration.  Semi-lndirectunits  and  shades 
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TABLE  XX 
Electric  Lamp  Units  for  Steam-Train  Lighting 
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with  special  ornamental  features  are  also  used.  Two  things  must  be 
considered  in  selecting  fixtures  for  car  lighting :  Glare  niust  be  reduced 
to  a  minimum  on  account  of  the  comfort  of  the  passengers,  and  hence 
bare  lamps  cannot  be  used  to  advantage;  and  the  efficiency  of  the  sys- 
tem iM  of  importance,  especially  on  account  of  the  equipment  which 
must  be  carried.  Becaase  of  the  necessity  of  mounting  the  units  rela- 
tively low,  special  precautions  are  necessary  to  prevent  glare,  and  the 
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deep  bowl  type  or  the  indirect  type  of  reflectors  are  effective  in  this 
respect.  Fig.  60  illustrates  a  modern  electric  car  fixture  whicli, 
when  used  with  94-watt  tungsten  lamps  and  spaced  8  feet  and  10 
inches  apart  in  a  row  along  the  center  of  the  car,  gave  average  iUum- 
ination  at  the  seats  on  a  plane  37  inches  above  the  floor  of  3,72  and 
4.32  foot  candles  at  the  positions  ordinarily  occupied  by  passengers. 


Fir.  01  .shows  tlie  cfTcct  of  a  suital)le  n-flectur  for  car  iighting  upon 
the  distribution  curve  of  the  l)are  lamj). 

As  illustrative  of  the  ilhmiiniition  of  steel  passenger  coaches,  the 
results  of  a  test  upon  a  .standard  car  cquippi-il  with  10  sin^e4ight 
ccntcrilcck  fixtures,  eiuh  fixture  fitted  with  a  50-watt  60-voItUmp 
and  a  deep  buwl-sliaped  dear  prismatic  reflector,  showed  an  average 
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of  2.6  foot  candles  at  points  over  the  seats  and  36  inches  above  the 
floor. 

Headlights.  For  headlights  on  electric  cars  and  locomotives 
the  luminous  arc  light  is  used  to  a  considerable  extent.  This  is 
ordinarily  made  in  4-ampere  and  2-ampere  sizes.  For  street  cars 
there  are  two  methods  of  producing  a  dimmer  headlight  for  use  on 
the  brightly  lighted  streets;  one  is  to  equip  the  lamp  case  with  an 
incandescent  lamp,  switched  on  in  place  of  the  arc,  and  the  other  is 
to  reverse  the  current  through  the  arc;  the  light  is  considerably 
dimmed  by  sending  the  current  in  the  reverse  direction.  With  the 
development  of  the  helical  shape  of  tungsten  filament,  incandescent 
lamps  are  being  used  to  a  greater  extent  where  a  powerful  headlijght 
is  needed.  The  supply  of  electricity  for  electric  arc  lights  for  steam 
locomotives  is  from  a  small  steam-driven  generator  mounted  on  the 
locomotive. 

GENERATOR  SYSTEMS  FOR  TRAIN  LIQHTINQ  EQUIPMENT 

The  results  of  ^11  of  the  preliminary  experimental  work  have  been 
to  establish  three  general  systems  for  the  supply  of  electricity  for 
train  lighting.  These  are  known  as:  the  straight  storage-battery 
system;  the  head-end  generator  system;  the  axle-generator  system. 

Straight  Storage-Battery  System.  In  the  straight  storage-bat- 
tery system,  batteries  are  provided  and  they  must  be  charged  at  the 
terminals.  Either  the  cars  must  be  held  over  while  the  batteries 
are  being  charged  or  else  there  must  be  provision  for  the  interchange 
of  batteries.  For  such  systems  the  batteries  must  have  a  capacity 
in  excess  of  the  amount  of  electricity  required  for  the  regular  run  of 
the  cars  equipped  and  suitable  charging  and  exchange  stations  must 
be  provided.  The  batteries  in  general  service  are  rated  at  about 
300  ampere  hours  and,  as  ordinarily  mounted,  the  battery  is  divided 
into  two  parts,  each  part  giving  32  volts,  the  two  parts  in  series 
furnishing  64  volts.  An  ampere-hour  meter  is  used  as  an  indication 
of  the  state  of  charge  of  the  battery.  Occasionally,  such  a  battery 
will  be  operated  with  its  two  parts  in  parallel  at  32  volts  but  standi  I 
practice  uses  the  series  connection.  The  1  eries  e 
boxes  underneath  the  car  where  t  r  are  i  If 
change  or  inspection,  and  chargi 
connections  when  they  are  charged 
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for  the  lamps  is  exceedingly  simple,  the  straight  parallel  connection 
of  tile  lamps  being  used.  The  main  advantage  of  the  straight  storage- 
battery  system  of  train  lighting  is  its  great  simplicity. 

Head-End  Generator  System.  For  the  head-end  generator 
systems,  a  steam  generator,  usually  driven  by  a  steam  turbine,  is 
mounted  either  in  the  baggage  car  or  on  the  locomotive.    The  steam 


turl)irie  is  f-u]H)licd  willi  sIciiTii  from  the  locomotive  boiler  at  reduced 
pri'ssuro  tliroucli  a  flexible  steam  hose  connection  and  electrical 
conihictors  are  niti  tlir<iu;,'li<>ut  the  length  of  the  train  for  the  supply 
of  ek-etricity  to  tiie  lights.    Flexible  connectors  are  in  use  between 
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cars.  Since  the  cars  cannot  always  be  connected  to  the  locomotive 
or  to  the  baggage  car  upon  which  a  generator  is  in  operation,  a  storage 
battery  is  still  an  essential  item  of  the  equipment. 

Equipment.  In  general,  a  head-end  generator  system  requires: 
a  generator,  usually  steam-turbine-driven,  as  engine-driven  gener- 
ators produce  some  vibration  (this  may  be  placed  in  the  baggage 
car  or  on  the  locomotive);  the  necessary  indicating  and  controlling 
apparatus,  placed  near  the  generator;  proper  train  lines  and  flex- 
ible connectors;  switches;  storage  batteries,  usually  put  up  in  two 
sections,  which  sections  are  mounted  underneath  the  car  and  con- 
nected in  series;  and  some  device  for  maintaining  a  proper  voltage 
at  the  lamps.  The  usual  voltage  of  the  system  is  64,  the  same  as  the 
straight  storage-battery  system.  It  has  the  disadvantage  of  not 
being  very  flexible  and  its  main  application  is  to  through  trains  which 
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Fig.  03.    Diagram  of  Standard  Train  line  and  Battery  Conneotiona  as  Reoommended 

by  the  Association  of  Railway  Electrical  Engineers 

regularly  are  made  up  with  the  same  equipment,  and  this  equip- 
ment carried  for  long  runs.  Taking  the  equipment  up  in  the  same 
order  as  enumerated  above,  the  generator  is  usually  of  a  capacity 
from  15  to  35  kilowatts, the  turbine  operating  at  a  steam  pressure  of 
90  to  100  pounds,  non-condensing,  and  the  generator  rated  at  80 
volts  for  the  64-volt  system.  Fig.  62  illustrates  such  a  generator 
in  position.  The  usual  ammeter,  voltmeter,  fleld  rheostat,  and  main 
switch  are  supplied  in  connection  with  the  generator.  The  usual 
train  line  is  of  3-0  conductors  with  flexible  connections  between 
cars;  and  these  connections  are  made  so  that  a  reversed  polarity 
on  the  batteries  is  not  possible. 
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for  tlie  lampij  is  exceedingly  simple,  the  straight  parallel  connection 
of  the  lamps  being  used.  The  main  advantage  of  the  straight  storage- 
battery  system  of  train  lighting  is  its  great  simplicity. 

Head-End  Generator  System.  For  the  head-end  generator 
systems,  a  steam  generator,  usually  driven  by  a  steam  turbine,  is 
mounted  either  in  the  baggage  car  or  on  the  locomotive.    The  s 
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cars.  Since  the  cars  cannot  always  be  connected  to  the  locomotive 
or  to  the  baggage  car  upon  which  a  generator  is  in  operation,  a  storage 
battery  is  still  an  essential  item  of  the  equipment. 

Equipment.  In  general,  a  head-end  generator  system  requires: 
a  generator,  usually  steam-turbine-driven,  as  engine-driven  gener- 
ators produce  some  vibration  (this  may  be  placed  in  the  baggage 
car  or  on  the  locomotive);  the  necessary  indicating  and  controlling 
apparatus,  placed  near  the  generator;  proper  train  lines  and  flex- 
ible connectors;  switches;  storage  batteries,  usually  put  up  in  two 
sections,  which  sections  are  mounted  underneath  the  car  and  con- 
nected in  series;  and  some  device  for  maintaining  a  proper  voltage 
at  the  lamps.  The  usual  voltage  of  the  system  is  64,  the  same  as  the 
straight  storage-battery  system.  It  has  the  disadvantage  of  not 
being  very  flexible  and  its  main  application  is  to  through  trains  which 
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Fig.  63.    Diagram  of  Standard  Train  Line  and  Battery  Connections  as  Recommended 

by  the  Association  of  Railway  Electrical  Engineers 

regularly  are  made  up  with  the  same  equipment,  and  this  equip- 
ment carried  for  long  runs.  Taking  the  equipment  up  in  the  same 
order  as  enumerated  above,  the  generator  is  usually  of  a  capacity 
from  15  to  35  kilowatts, the  turbine  operating  at  a  steam  pressure  of 
90  to  100  pounds,  non-condensing,  and  the  generator  rated  at  80 
volts  for  the  64-volt  system.  Fig.  62  illustrates  such  a  generator 
in  position.  The  usual  ammeter,  voltmeter,  field  rheostat,  and  main 
switch  are  supplied  in  connection  with  the  generator.  The  usual 
train  line  is  of  3-0  conductors  with  flexible  connections  between 
cars;  and  these  connections  are  made  so  that  a  reversed  polarity 
on  the  batteries  is  not  possible. 
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Standard  Car-Wiring  Diagrams.  Fig.  63  shows  a  standard  car- 
wiring  diagram.  A  few  batteries  of  300  ampere-hours  capacity  may 
be  installed,  say  three  for  the  whole  train,  or  each  car  may  be  equipped 
with  a  smaller  battery.  These  batteries  do  not  differ,  except  possibly 
in  size,  from  those  used  with  the  straight  storage-battery  system. 
On  some  systems  no  special  regulating  devices  for  the  control  of  the 
voltage  on  the  lamps  Is  installed,  and  in  such  cases  the  lamp  voltage 
is,  at  times,  considerably  above  normal.  When  operating  the 
generator  at  73  volts,  the  voltage  at  the  rear  car  of  a  seven-car  train 
will  be  about  66  volts  and  at  times  it  is  desirable  to  run  the  generator 
at  78  volts  in  order  to  charge  the  batteries  properly.    The  better 
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systems  use  some  form  of  controlling  device,  of  which  there  are 
several  a\ailable.  With  these  the  generators  may  be  operated  at 
tlie  voltage  required  by  the  batteries  and  the  lamps  still  be  operated 
at  their  normal  \oltage  of  63.  Some  of  these  regulators  operate  upon 
the  same  principle  as  the  regulators  which  will  be  described  later 
in  connection  with  the  axle-generator  systems,  while  in  other  cases 
special  boosters  are  installe<l.  Fig.  64  shows  a  wiring  diagram  of  a 
system  used  1>,\'  the  Baltimore  and  Ohio  Railroad,  which  system  faaa 
a  lamp  regulator  on  each  car.  Fig.  (>.5  shows  the  wiring  of  one  type 
of  booster  system.  Each  car  is  equipped  with  a  motor  generator 
or  lioostcr  set  an<]  a  ct>titrol  box  for  this  regulator,  both  mounted 
underneath  the  car.    The  booster  armature  is  connected  in  series 
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with  the  battery,  and  the  lamps,  for  all  practical  purposes,  are  con- 
nected across  the  train  lines.  Two  forms  of  regulator  are  manu- 
factured: Form  A,  for  use  when  the  maximum  charging  voltage  of 
the  battery  is  equal  to  or  less  than  the  train  line  voltage,  and  Form  B 
for  use  when  the  open-circuit  voltage  of  the  battery  is  equal  to  the 
train  line  voltage.  The  action  of  the  regulators  is  such  that,  when 
the  train-lighting  load  is  heavy,  the  battery  voltage  is  lowered,  so 
that  it  will  discharge  and  help  the  generator  and,  when  the  lamp 
load  is  light,  the  battery  voltage  will  be  raised  and  the  battery  will 
be  charged. 

Axle-Generator  System.  Equipment.  The  axle-generator  sys- 
tem is  very  commonly  employed  and  this  system  requires  the  follow- 
ing general  equipment:  an  axle-driven  generator  mounted  on  the 
trucks  with  a  suitable  suspension  from  the  truck  frames;  a  driving 
mechanism  between  the  generator  armature  and  the  axle;  a  regulator 
for  controlling  the  voltage  and  output  of  the  generator,  at  all  train 
speeds;  an  automatic  switch  designed  to  keep  the  battery  from  dis- 
charging through  the  generator;  a  regulator  for  controlling  the  volt- 
age at  the  lamps;  and  a  battery  for  supplying  the  current  when  the 
generator  is  not  in  use. 

Requirements.  For  an  axle-generator  system  to  be  successful  it 
should  meet  the  following  requirements:  The  polarity  of  the  gener- 
ator must  remain  unchanged  with  a  reversal  of  the  direction  of  the 
motion  of  the  car;  at  all  train  speeds  from  the  time  of  the  cutting  in 
of  the  generator  to  the  maximum,  the  voltage  and  output  of  the 
generator  must  be  kept  within  practical  limits;  the  generator  must 
be  automatically  cut  in  and  out  of  service  as  the  speed  of  the  train 
rises  above  or  falls  below  a  certain  critical  value;  the  transfer  of  the 
lights  from  the  battery  to  the  generator  and  vice  versa  must  be 
accomplished  without  serious  voltage  changes  on  the  lamps;  the 
voltage  upon  the  lamps  must,  at  all  times,  be  kept  within  such 
limits  that  the  illumination  will  be  satisfactory  and  the  life  of  the 
lamps  will  be  reasonable. 

In  order  to  accomplish  the  above,  several  different  systems  have 
been  worked  out  and  the  essential  parts  of  some  of  the  systems  will 
be  considered  briefly  here: 

'Mounting  of  Generator,  The  general  practice  is  to  support  the 
axle  generator  from  the  truck  frame.     **Inside"  suspension,  i.  e. 
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mounting  the  generator  between  the  axle  and  the  truck-end  sill,  was 
first  employed  but  "outside"  suspension,  placing  the  generator 
outside  of  the  truck  frames,  is  preferred  on  account  of  the  greater 
accessibility.  Of  the  bottom-pivoted,  top-pivoted,  parallel-link,  and 
sliding  methods  of  suspending  the  generator  from  the  suspension 
framing,  the  parallel-link  method  is  preferred. 

Drive  for  Generator.  The  usual  drive  is  by  means  of  a  rubber- 
filled  canvas  belt  running  on  sted  pulleys  on  the  axle  and  on  the 
generator  shaft.  A  suitable  belt  tension  is  provided  by  means  of 
springs  which  provide  relief  to  the  belt,  when  this  is  required  on 


account  of  the  movement  of  the  car  axle  with  respect  to  the  truck 
frame.     Ball  bearings  are  used  on  some  generators. 

GeneratoTs.  Straight  shunt-wound  generators  of  the  two-pole 
or  multipolar  type  are  in  general  use  but  in  some  of  the  systems 
employed  abroad  a  special  generator,  designed  to  maintain  auto- 
matically a  constant  current  irrespective  of  the  speed,  is  used.  The 
Rosenberg  dynamo,  designed  especially  for  train  lighting,  is  one 
type  of  such  a  generator  but,  since  its  use  in  the  United  States  is 
rather  limited,  it  will  not  be  described  here.  The  generator  capacity 
varies  from  2  to  4  kilowatts,  depending  upon  tlie  type  of  car  and  its 
lighting  arrangements.  The  usual  method  of  operation  is  to  keep 
the  current  output  of  the  generator  approximately  constant,  the 
battery  furnisliing  the  excess  energy  required  when  all  lamps  are 
burning  and  the  generator  charging  the  battery  when  the  lamp  load 
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is  not  so  heavy.  Fig.  66  illustrates  a  train-lighting  axle  dynamo  as 
made  by  the  Safety  Car  Heating  and  Lighting  Company. 

Reversal  of  Polarity.  In  order  that  the  generator  may  operate 
with  the  same  polarity  upon  the  train  and  battery  line  at  all  times, 
it  is  necessary  in  most  cases  that  a  device  for  reversing  the  polarity 
of  the  machine  with  the  reverse  direction  of  the  motion  of  the  car  be 
provided.  Two  general  schemes  are  in  use:  In  one,  some  mechanical 
device  is  provided  to  close  a  double-throw  reversing  switch  to  the 
proper  position;  and  in  the  other,  the  brushes  are  rotated  through 
90  electrical  degrees,  either  by  the  force  of  friction  between  the  com- 
mutator and  the  brushes  or  by  some  other  mechanical  means. 

Automatic  Switch,  In  order  that  the  generator  shall  be  brought 
into  action  when  the  car  has  reached  a  certain  predetermined  speed 
and  that  it  shall  be  disconnected  from  the  system  and  the  lamps 
supplied  from  the  battery  alone  when  the  speed  falls  below  this 
value,  some  form  of  automatic  switch  is  required  and  such  a  switch 
may  be  operated  electrically  or  mechanically.  The  electrical  oper- 
ation of  this  switch  is  preferred. 

Generator  Regulator.  If  the  generator  is  to  be  operated  at  con- 
stant current,  irrespective  of  its  speed  and  irrespective  of  the  lighting 
load,  some  regulating  device  must  be  used  to  accomplish  this.  Many 
methods  are  in  use  and  among  them  may  be  mentioned:  automatic 
slipping  of  the  belt,  the  sliding  of  the  armature  along  the  generator 
shaft,  counter  compounding,  spi^cial  boosters,  armature  reaction, 
and  automatic  rheostats.  Automatic  field  rheostats  appear  to  be 
j)referre(l  in  the  American  practice.  Ordinarily  the  generator  oper- 
ates at  constant-current  output  but,  as  the  battery  charges  when  the 
lamp  load  is  light,  the  generator  voltage  will  have  to  increase  gradu- 
ally in  order  to  maintain  a  constant  output  and,  if  this  were  con- 
tinued indefinitely,  the  batteries  might  become  badly  overcharged. 
Another  function  of  the  control  device,  then,  is  to  reduce  the  current 
output  of  the  generator,  after  the  batteries  are  fully  charged,  so  that 
the  generator  will  "float"  ui)on  the  train  line. 

Lamp  Regulator.  If  the  generator  voltage  is  going  to  vary  some 
30  per  cent,  as  is  necessary  if  it  is  to  j)r()vide  for  the  proper  charging 
of  the  battery,  then  some  niechanisni  is  necessary  for  maintaining 
a  constant  voltage  on  the  lamps  and  this  regulator  usually  consists 
of  a  resistance  which  is  automatically  switched  in  and  out  of  the 
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lamp  circuit  as  may  be  required,  Fig.  67.    The  usual  lamp  voltage 
for  the  axle-generator  system  is  32. 

Operation  of  Safety  Car  Lighting  and  Heating  Company  Equip- 
ment. With  all  of  the  necessary  devices  it  is  readily  seen  that  there 
are  many  different  arrangements  of  the  details  in  use  in  making  up 


a  complete  train-lighting  system  and  individual  manufacturers  put 
out  several  different  types  of  equipment  adapted  to  the  various 
needs  of  the  different  roads  and  the  different  train  equipment.  To 
describe  all  of  them  would  require  a  very  great  amount  of  space,  so 
that  details  of  only  one  system,  the  one  employing  the  Type  F 
regulator  as  manufactured  by  the  Safety  Car  Lighting  and  Heating 
Company,  will  be  given  here.  Fig.  68  shows  the  connections  of  the 
system  and  its  operation  is  as  follows: 
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When  the  dynamo  is  at  rest  the  field  resistance  carbons  C  are 
tightly  compressed  by  the  pull  of  the  spring  G\  so  that  their  resist- 
ance is  low.  As  soon  as  the  armature  begins  to  revolve,  current 
Sows  through  the  field  F  and  builds  up  a  voltage  which  energizes 
the  lifting  coil  of  the  main  switch  H.  As  soon  as  this  voltage  is 
the  same  as  the  battery  voltage, 
the  main  switch  closes,  cutting 
into  cireuit  the  series  coil  of  the 
main  switch,  which  holds  the 
switch  firmly  closed.  Current 
now  flows  from  the  positive 
dynamo  terminal,  through  the 
series  coil  of  the  main  switch 
H,  through  the  series  regulating 
coil  S  to  the  lamps  and  storage 
battery  B,  and  back  to  the  nega^ 
tive  dynamo  terminal. 

As  the  train  speed  increases 
and  the  dynamo  is  able  to  give 
its  full  output,  the  control  is  by 
means  of  the  series  coil  S,  pro- 
vided the  full  output  of  the 
■  dynamo  can  be  used  for  charg- 
ing the  storage  battery  or  for 
the  lamps.  As  the  storage  bat- 
tery becomes  charged  and  its 
voltage  rises,  the  current  tapers 
off  so  that  the  full  output  of  the 
dynamo  is  no  longer  required, 
and  the  series  coil  arm  moves 
out  of  engagement  with  the  volt- 
age coil  arm  and  rests  against 
its  stop.  The  voltage  coil  A 
then  prevents  the  voltage  from 
rising  above  the  voltage  for  which  tlie  regulator  is  set. 

If  a  lead  battery  is  charged  at  a  constant  voltage  of  2.5  per  cell, 
the  charge  will  start  at  a  high  rate  and  automatically  taper  to  nearly 
zero  as  the  batter;'  becomes  full,  corresponding  to  a  stop  charge. 
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In  a  30-volt  equipment  ha\dng  sixteen  cells,  the  battery  will  be 
protected  from  overcharge  if  the  dynamo  gives  40  volts  and  the 
battery  will  be  charged  in  the  shortest  possible  time.  If,  however, 
the  battery  is  almost  discharged  and  there  is  a  heavy  lamp  load,  the 
demand  on  the  dynamo  would  be  greater  than  its  safe  capacity,  so 
that  coil  S  is  necessary  to  limit  the  current  the  dynamo  can  give. 
The  action  of  the  Type  "F"  dynamo  regulator  is,  therefore,  to  cause 
the  dynamo  to  give  its  full  rated  capacity  at  all  times  if  it  can  be 
used,  and  to  protect  the  battery  from  overcharge  as  its  voltage  can 
never  be  above  2.5  volts  per  cell. 

The  lamp  regulator  keeps  the  voltage  constant  at  the  lamps  by 
varying  in  the  proper  amount  the  carbon  resistance  E,  in  series  with 
the  lamps.  The  carbons  E  are  compressed  by  an  adjustable  spring 
connected  to  a  link  acting  through  a  toggle.  The  pull  of  the  spring 
is  opposed  by  the  pull  of  the  electromagnet  which  is  connected 
directly  across  the  lamp  mains  and  is  so  designed  that  the  armature 
will  ^ay  in  any  position  throughout  its  stroke  when  the  lamp  voltage 
is  right. 

When  the  lamp  voltage  is  high,  the  magnet  becomes  stronger 
and  pulls  the  armature  down  against  the  pull  of  the  spring  and  reduces 
the  prefssure  upcjn  the  carbons  E,  increasing  their  resistance  and 
bringing  the  lamp  voltage  back  to  normal.  If  the  lamp  voltage  is 
low,  the  magnet  becomes  weakened  and  the  spring  pulls  the  armature 
back  and,  through  the  toggle,  exerts  enough  pressure  on  the  carbon 
discs  to  decrease  their  resistance  and  bring  the  lamp  voltage  back 
to  normal. 

Data  Covering  Various  Types  of  Equipment.    Table  XXI  gives 

some  comparative  data  covering  the  various  makes  of  train-lighting 

equipment. 

SHADES  AND  REFLECTORS 

Lamps,  as  ordinarily  constructed,  do  not  always  give  a  suitable 
distribution  of  light,  while  the  intrinsic  brightness  is  often  too  high 
for  interior  lighting.  Shades  are  intended  to  modify  the  intensity 
of  the  light,  while  reflectors  are  used  for  the  purpose  of  changing  its 
direction.  Frequently  the  two  are  combined  in  various  ways.  Shades 
are  also  used  for  decorative  purposes,  but,  if  possible,  these  should 
be  of  such  a  nature  as  to  aid  illumination  rather  than  to  reduce  its 
efficiency. 
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TABLE  XX 11 


Clear  glass. . . . 
Alabaster  glass 
Opaline  glass. . 
Ground  glass. . 

Opal  glass 

Milky  glass 

Ground  glass. . 

Opal  glass 

Opaline  glaj^s. . 


Per  Cknt 


10 

15 

20-40 

25-30 

25-60 

30-60 

24 

32 

23 


4 
2 


A  considerable  amount  of  light  is  absorbed  by  the  material  used 
for  the  construction  of  shades.  Table  XXII  shows  the  approximate 
amount  absorbed  by  some  materials. 

Of  the  great  number  of  styles  of  shades  and  reflectors  in  use, 
only  a  few  of  the  more  important  will  be  considered  here. 

Frosted  Globes.  One  of  the  simplest  methods  of  shading  incan- 
descent lamps  is  by  the  use  of  frosted  bulbs.    These  serve  to  reduce 

the  intrinsic  brightness  of  the  lamp  and  should 
be  freely  used  for  residence  lighting  when  sep- 
arate shades  are  not  installed.  Frosted  globes 
are  also  used  in  connection  with  reflectors  for 
the  purpose  of  diffusing  the  reflected  light. 
The  McCreary  shade  as  shown  in  Fig.  69,  is 
an  example  of  such  a  combined  shade  and  re- 
flector. Opal  or  opalescent  enclosing  globes 
are  often  used  for  reducing  the  intrinsic  bril 
liancy  and  diffusing  the  light. 

Holophane  Globes.    Holophane  globes  are 

made  for  both  rejecting  and  diffusing  the  light 

Fig.  69.   McCreary  Shade   and  they  cau  bc  made  to  bring  about  almost 

any  desired  distribution  with  but  asmallamount 
of  absorption  of  light.  These  consist  of  shades  of  clear  glass  having 
horizontal  grooves  that  form  surfaces  which  change  the  direction  of 
light  by  refraction  or  total  reflection  as  is  necessary.  The  diffusion 
of  light  is  effected  by  means  of  deep  rounded  vertical  grooves  on 
the  interior  surface  of  the  globe.  While  these  globes  are  of  clear 
glass  and  absorb  an  amount  of  light  corresponding  to  clear  glass,  the 
light  is  so  well  diffused  that  the  filament  of  the  lamp  cannot  be  seen 
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and  the  gjobe  appears  as  if  made  of  some  semi-transparent  material. 
Tlie  bolopbane  glassware  is  made  in  a  large  variety  of  artistic  deigns 
and  for  all  types  of  incandescent 
lamps.  By  the  proper  selection 
of  a  reBector,  the  distribution  of 
the  light  of  the  unit  used  may  be 
made  that  which  is  best  suited 
to  the  particular  case  of  lighting 
in  hand.  Figs.  14  and  15  ^ve 
some  idea  of  what  can  be  accom- 
plished by  these  shades. 

Changes  have  been  made  in 
tbe  ori^nal  design  of  the  holo- 


Fie.  70.    Typin] 


type  b  generally  known  under  the 
term,  "prismatic  reflector".  The  ap- 
pearance of  the  prismatic  glass  reflector 
is  shown  in  Fig.  70  and  for  the  tungs- 
ten lamp  it  is  regularly  made  in  three 
types:  extensive,  where  the  hght  is 
widdy  distributed  below  the  horizontal 
plane;  intensive,  where  the  light  is 
more  concentrated  in  the  downward 
direction  but  still  fairly  well  distrib- 
uted; and  focusing,  where  neariy  all 
,of  the  light  is  thrown  directly  down- 
ward from  the  lamp.  Fig.  71  well 
illustrates  the  character  of  the  distri- 
bution when  these  reflectors  are  used. 
Clear  glass  reflectors  are  very  effective 
if  they  are  properly  designed  and  care- 
fully selected. 

Metal  Reflectors.  Glass  reflec- 
tors are  subject  to  breakage  and  this 
is  to  their  disadvantage  in  certain 
locations.  Metal  reflectors  have  been 
designed  for  use  where  the  unit  must 
be  more  rugged.    Metal  reflectors  may 
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Fig.  71.  PholomMric  C 
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be  lined  with  porcelain  enamel,  or  a  bright  metallic  surface,  such 
as  can  be  secured  with  the  use  of  aluminum,  may  be  employed  for 
the  reflecting  medium.  Fig.  72  illustrates  both  the  form  of  these 
units  and  the  distribution  of  light  from  them. 
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percentage  Light  Flux                                   1 

Unit 

K 

B 

c 

100.0 
37,0 
0.0 

la.o 

SH.4 

100,0 
18. « 
0.0 
HI  ,4 

100,0 

14,8 
6,4 
78,8 
41.3 

LiBht  absorliitl  by  rcfleitor 

Fig.  Tl.    T)-|>cH  of  McUl  ShHdca  and  Characlemtic  Dialribulion  Curvu 

Decorative  Shades.  Where  more  decorative  effects  are  desired 
light  ttliite  or  opalescent  glass  is  being  used  to  gofxi  advantage. 
Much  more  attention  is  being  paid  to  the  design  of  the  shades  and 
to  the  quality  of  the  glass  used  and  the  result  of  this  study  is  the 
pniduction  of  shades  which,  while  they  are  ornamental,  at  the  same 
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time  are  also  very  effident.  Fig.  73  shows  one  of  many  lines  of  these 
shades  and  Fig.  74  is  characteristic  of  the  distribution  curves 
obtained. 

Reflectors  for  Indirect  and  Semi-Indirect  Lighting.    Kefleetors 
for  indirect  lighting  are  often  made  a  part  of  the  constniotion  of  the 


Fit.  73.    Typicil  Deoomtivc  Shsdm  for  iDcsnilMcent  LI(btlB| 

buOding,  as  in  "cove"  lighting,  but  totally  Indirect  lighting  fixtures 
are  available  and  Fig.  75  shows  one  such  unit.  Semi-indirect  fix- 
tures are,  as  a  rule,  rather  less  efficient  than  indirect  as  in  the  former 
case  the  bowls  must  be  of  opalescent  glass  and  the  absence  of  the 
reflector  cuts  down  materially  the  amount  of  light  reflected  to  the 
ceiling.  Figs.  76  and  77  show  an  indirect  fixture  with  a  small 
diffusing  globe  at  its  base  which  illuminates  the  opalescent  bowl 
below  the  reflector.  This  gives  an  efficient  indirect  illumination  and 
at  the  same  time  provides  the  more  artistic  semi-indirect  effect. 

Incandescent  Street 
Lighting.  For  incandescent 
street  lighting  where  the  sys- 
tem is  ornamental  and  the 
lamps  are  mounted  in  clusters, 
opal  enclosing  globes  are  used; 
but  in  other  installations  a 
reflector,  designed  to  give  the 
best  distribution  of  light  for 
street  illumination,  Is  utihzed. 

Fig.  78  shows  a  "radial  wave"        Fig.  74.     Chamcwrislic  Dwlnbulion  Curvm 

reflector  and  Fig.  79  illustrates  '"'  R-fl«"o"  sw»n  in  n«,  73. 

the  effect  of  this,  and  one  other  type  of  reflector,  upon  the  distribu- 
tion of  light. 
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The  pos^bilities  in  tLe  way  of  shades  and  reflectors,  both  from 
the  utilitarian  and  ornamental  standpoint,  are  very  great  and  a 
wide    variety    of   models   are    now    manufactured    as    standard. 


Spedal  fixtures  for  the  large  lighting  units,  such  as  the  various  types 
of  arc  lights,  arc  now  available.  Fig.  80  shows  an  enclosed  arc  lamp 
fitted  with  a  shade  and  a  concentric  difftiser.    The  effect  of  this 


HE  Ft  ECTSK 

-X/I3ML     XCFL  EC  TOft 
Rg.  76.     Diatribut'iD  Curra  for  TuDfrten  Lamp  with  DlSennt 


combination  is  best  shown  in  Fig.  81.  Fig.  82  shows  the  change  in 
the  illumination  curve  produced  by  such  shading.  Inverted  arcs 
have  some  application  where  the  light  may  be  readily  reflected  and 
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TABLE  XXI 11 


100      per  cent 
91.2  percent 
85.1  percent 
82 . 7  per  ccdI 

clear  enclosing  and  clear  outer 

diffused  as  in  lighting  large  rooms  with  light  finish.  Reflectors  of 
this  general  type  are  now  being  manufactured  in  such  a  form  that 
they  may  be  built  in  and  become  part  of  the  ceiling  of  the  room  to  be 
illuminated. 

Opal  Enclosing  Globes.  The  use  of  opal  enclosing  globes  is 
often  recommended  for  arc  lamps  used  for  street  lighting  for  the 
reason  that  they  change  the  distribution  of  the  light  so  that  it  covers 


a  greater  area  and  the  light  is  so  diffused  as  to  obliterate  shadows  in 
the  vicinity  of  the  lamp.  Table  XXIII  gives  the  efficiency  of 
different  globe  combinations  for  street  lighting,  assuming  the  opal 
inner  and  the  clear  outer  globes  as  100  per  cent. 

PHOTOMETRY 

Photometry  is  the  art  of  comparing  the  illuminating  properties 
of  light  sources  and  forms  one  branch  of  scientific  measurement. 
Its  use  in  electric  illumination  is  to  determine  the  relative  values  of 
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different  types  of  tamps  as  sources  of  illumination,  together  with  their 
efficiency;  also,  by  means  of  the  principles  of  photometry,  we  are  able 
to  study  the  distribution  of  illumination  for  any  given  arrangement 
of  light  sources. 
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Fig.  82.    lUutniDBtiDD  Curves  [or  Lamps  with  Bud  wiibout  Li«ht  DLSuKra 
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LIGHT  STANDARDS 

Inasmuch  as  sources  of  light  are  compared  with  one  another  in 
photometry,  we  must  have  some  standard,  or  unit,  to  which  all  light 
sources  are  reduced.  This  unit  is  usually  the  candle-power  and  the 
rating  of  most  lamps  is  given  in  candle-power. 

While  the  candle-power  remains  the  unit  and  is  based  on  the 
standard  English  candle,  other  light  standards  have  been  introduced 
and  are  much  more  desirable. 

English  Candle.  The  English  candle  is  made  of  spermaceti 
extracted  from  crude  sperm  oil,  with  the  addition  of  a  sma}l  quantity 
of  beeswax  to  reduce  the  brittleness.  Its  length  is  10  inches,  its 
diameter  .9  inch  at  the  bottom  and  .8  inch  at  the  top,  and  its  weight 
is  one-sixth  of  a  pound.  Great  care  is  taken  in  the  preparation  of 
the  wick  and  the  spermaceti.  This  candle  burns  with  a  normal 
height  of  flame  of  45  millimeters  and  consumes  120  grams  per  hour 
when  burning  in  dry  air  at  normal  atmospheric  pressure,  tinder  these 
conditions,  the  light  given  by  a  single  candle  is  one  candle-power. 

When  used  for  measurements,  the  candle  should  be  allowed  to 
burn  at  least  15  minutes  before  taking  any  readings.  At  the  end 
of  this  period  the  wick  should  be  trimmed,  if  necessary,  and  when  the 
flame  height  reaches  45  millimeters,  readings  can  be  taken.  The  candle 
should  not  require  trimming  when  the  proper  height  of  flame  has  been 
reached.  It  is  best  to  weigh  the  amount  of  material  consumed  by 
balancing  the  candle  on  a  properly  arranged  balance  when  the  first 
reading  is  taken,  and  again  balancing  at  the  end  of  a  suitable  period — 
10  to  15  minutes.  The  candle-power  of  the  unit  is  then,  practically, 
directly  proportional  to  the  amount  of  the  material  consumed. 

The  objections  to  the  candle  as  a  unit  are  that  it  burns  with  an 
open  flame  which  is  subject  to  variation  in  height  and  to  the  effect  of 
air  currents.  The  color  of  the  light  is  not  satisfactory,  being  too 
rich  in  the  red  rays,  and  the  composition  of  the  spermaceti  is  more  or 
less  uncertain. 

German  Candle.  The  German  candle  is  made  of  very  pure  par- 
aflSne,  burns  with  a  normal  flame  height  of  50  millimeters,  and  is 
subject  to  the  same  disadvantages  as  the  English  candle.  It  may 
be  I  ccessary  to  trim  the  wick  to  keep  the  flame  height  at  50  milli- 
meters. The  light  given  is  a  trifle  greater  than  for  the  spermaceti 
candle. 
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TABLE  XXIV 
Photometric  Units 


Bureau  of  Standards  Unit,  United  Sta 
Keichimnstalt  Unit.  Germanv 

tes 
Qgland 

1.000 

0.998  X  0.88 

National  Physical  Laboratory  Unit,  Ei 
Laboratoire  Central  Unit,  France 

0.984 
0.982 

Cabcbl 

Hmnnm 

Vbrnon- 
Habcoubt 

Careel 
Hefner 
Vemon-Haroourt  (pentane) 

1.00 

0.0930 

1.020 

10.75 

1.00 

10.95 

0.980 

0.0915 

1.0 

'  ^M  abovB  TBhiM  an  at  a  barometrio  proMure  of  700  mm.  of  mercury  and  a  humidity  for 

tliB  Garaal  aad  Veraon-Haroourt  standarda  of  10.0  liters  of  water  per  oubio  met^  of  dry  air.  The 
fcimJiiiij  for  tha  HiBtuw  unit  is  8.8  liters  of  water  to  one  cvbio  meter  of  dry  air. 

Carcel  Lamp.  The  Carcel  lamp  is  built  according  to  very 
careful  specifications  and  bums  colza  (rape  seed)  oil.  It  has  been 
used  to  a  large  extent  in  France,  but  its  present  application  is  limited. 

Pentane  Lamp.  This  is  a  specially  constructed  lamp  burning 
pentane,  prepared  by  the  distillation  of  gasoline  between  narrow 
limits  of  temperature.  This  standard,  known  also  as  the  Vernon- 
Hareourt  lamp,  is  not  extensively  used. 

Ani3l  Acetate  Lamp.  This  lamp,  known  also  as  the  "Hefner 
lamp'',  is  at  present  the  most  desirable  standard.  It  is  a  lamp  built 
to  veiy  careful  specifications,  especially  with  regard  to  the  dimension 
of  the  wick  tube.  It  bums  pure  amyl  acetate  and  the  flame  height 
should  be  40  millimeters.  This  flame  height  must  be  very  carefully 
adjusted  by  means  of  gages  furnished  with  the  lamp.  Amyl  acetate 
is  a  colorless  hydrocarbon  prepared  from  the  distillation  of  amyl 
alcohol  obtained  from  fusel  oil,  with  a  mixture  of  acetic  and  sulphuric 
adds,  or  by  dbtillation  of  a  mixture  of  amyl  acetate,  sulphuric  acid, 
and  potassium  acetate.  It  has  a  definite  composition  and  must  be 
•pure  for  this  use. 

The  most  serious  disadvantage  of  this  standard  is  the  color  of 
the  light,  inasmuch  as  it  has  a  decidedly  red  tinge  and  is  not  readily 
compared  with  whiter  lights.  Its  value  is  affected  somewhat  by  the 
moisture  in  the  air  and  the  atmospheric  pressure  but  it  exc*els  all 
other  standards  in  that  it  is  quite  readily  reproduced. 
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Table  XXIV  gives  the  value  of  the  candle-power  units  of  differ- 
ent laboratories  in  terms  of  the  unit  of  the  Bureau  of  Standards  and 
also  the  values  of  the  units  of  the  Carcel  and  Vernon-Harcourt  in 
terms  of  the  Hefner,  as  accepted  by  the  International  Photometric 
Commission. 

Working  Standards.  Incandescent  Lamp,  The  units  just 
described,  together  with  some  others,  form  reference  standards,  but 
an  incandescent  lamp  is  generally  used  as  the  working  standard  in  all 
photometers.  An  incandescent  lamp,  when  used  for  this  work, 
should  be  burned  for  about  200  hours,  or  until  it  has  reached  the 
point  in  the  life  curve  where  its  value  is  constant,  and  it  should  then 
be  checked  by  means  of  some  standard  when  in  a  given  position  and 
at  a  fixed  voltage.  It  then  serves  as  an  admirable  working  standard 
if  the  applied  voltage  is  carefully  regulated.  Two  such  lamps  should 
always  be  used — the  one  to  serve  as  a  check  on  the  other;  the  checking 
lamp  to  be  used  for  very  short  intervals  only. 

PHOTOMETERS 

Basic  Principle  of  Photometers.  Two  light  sources  are  com- 
pared by  means  of  a  photometer  which,  in  one  of  its  simplest  forms, 
consists  of  what  is  known  as  a  "Bunsen  screen"  mounted  on  a 
carriage  between  the  two  lights  being  compared,  with  its  plane  at 
right  angles  to  a  line  passing  through  the  light  sources,  and  arranged 
with  mirrors  or  prisms  so  that  both  sides  of  the  screen  may  be  ob- 
served at  once.  The  Bunsen  screen  consists  of  a  disk  of  paper  with 
a  portion  of  either  the  center,  or  a  section  around  the  center,  treated 
with  paraffine  so  as  to  render  it  translucent.  If  the  light  falling  on 
one  side  of  this  screen  is  in  excess,  the  translucent  spot  will  appear 
dark  on  that  side  of  the  screen  and  light  on  the  opposite  side.  Care 
must  be  taken  to  see  that  the  two  sides  of  the  screen  are  exactly 
alike,  otherwise  there  will  be  an  error  introduced  in  using  the  screens. 
It  is  well  to  reverse  the  screen  and  check  the  readings  whenever  a 
new  lot  of  lamps  are  to  be  tested.  When  the  light  falling  on  the 
two  sides  of  the  screen  is  the  same,  the  transparent  spot  disappears. 
The  values  of  the  two  light  sources  are  then  directly  proportional  to 
the  square  of  their  distances  from  the  screen.  As  an  example,  con- 
sider a  1()  candle-power  lamp  being  compared  with  a  standard 
candle    on    a    photometer   with    a   3(X)-centimeter  bar.     Say  the 
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translucent  spot  disappears  when  the  screen  is  distant  60  centime- 
ters from  the  standard  candle,  we  then  have  the  proportion 

a::l  =  (240)*:  (60)'  =  16:1, 
showing  that  the  lamp  gives  16 
candle-power. 

The  above  law  is  known  as 
the  law  of  inverse  squares  and 
holds  true  only  when  the  dimen- 
sions of  the  light  sources  are 
small  compared  with  the  distance 
between  J  them  and  when  there 
are  no  reflecting  surfaces  present, 
as  when  the  readings  are  taken 
in  a  dark  room. 

The   proof    that    the    light 
varies  inversely  with  the  square  of  the  distance  from  the  source  is 
as  follows : 

Consider  two  spherical  surfaces,  Fig.  83,  illuminated  by  a  source 
of  light  at  the  center.  The  samequantity  of  light  fallson  both  surfaces. 
Area  of  S  =4irli^  sq.  ft.  {R  is  in  feet.) 
Area  of  Si  =  4iri?i'sq.  ft. 

Let  Q  equal  total  quantity  of  light  and  q  and  ^i  equal  light 

falling  on  unit  surface  of  the  spheres  S  and  Si  respectively.    Then 

Q 


Kg.  84  shows  the  relation  in  another  way.  The  area  of  C,  dis- 
tant two  units  from  the  source  of  light  A,  is  four  tirae.'i  that  of  B, 
which  is  distant  one  unit. 

Lummer-Brodhun  Photometer.  In  addition  to  the  Bunsen 
screen  described,  there  are  several  other  forms  of  photometers,  the 


112 


ELECTRIC  LIGHTING 


most  important  of  which  is  the  Lummer-Brodhun.  The  essential 
feature  of  this  instrument  is  the  optical  train  which  serves  to  bring 
into  contrast  the  portions  of  the  screen  illuminated  by  the  two 
sources  of  light.  Referring  to  Fig.  85  the  screen  S  is  an  opaque 
screen  which  reflects  the  light  falling  upon  it  from  X,  to  the  mirror 
M,  when  it  is  again  reflected  to  the  pair  of  glass  prisms  A,  B.  The 
surfaces  are  ground  to  fit  perfectly  at  *f  and  any  light  falling  on  this 
surface  will  pass  through  the  prisms.    Light  falling  on  the  surface 


Fig.  85.     Diagram  of  Lummei^Brodhun  Screen 

a  f  or  6  *  will  be  reflected  as  shown  by  the  arrows.  We  see  then 
that  the  light  from  L,  which  falls  on  a  r  and  h  s,  is  reflected  to  the 
eyepiece  or  telescope  T,  while  that  falling  on  *  r  is  transmitted  to 
and  absorbed  by  the  black  interior  of  the  containing  box.  Likewise, 
the  light  from  the  screen  Li  is  reflected  by  the  screen  Mi  to  the  pair 
of  prisms  A,  B.  The  rays  falling  on  the  surface  s  r  pass  through  to 
the  telescope  T,  while  the  rays  falling  on  a  r  and  b  s  are  reflected 
and  absorbed  by  the  black  lining  of  the  case.  The  field  of  light,  as 
then  viewed  through  the  telescope,  appears  as  a  disk  of  light  pro- 
duced by  the  screen  Li,  surrounded  by  an  annular  ring  of  light  pro- 
duced bv  L,    When  the  illumination  on  the  two  sides  of  the  screen 
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ia  the  lune,  the  flisk  and  ring  appear  alike  and  the  dividing  circle 
disappean. 

In  UBiiig  this  screen,  it  is  mounted  the  same  as  the  Bunsen  screen 
and  readings  are  taken  in  the  same  manner.    The  screen  and-prisms 
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are  arranged  so  that  they  can  be  reversed  readily  and  two  readings 
Bboiild  always  be  taken  to  compensate  for  any  inequalities  in  the  sides 
(rf  the  screen  and  the  reflecting  surfaces,  a  mean  of  the  two  readings 
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serving  as  the  true  reading.    This  form  of  screen  is  used  when 
especially  accurate  comparisons  are  required. 


Fit.  S7.    Bunsen  Sct 


Fig.  86  shows  a  complete  photometer  with  a  Lummer-Brodhun 
screen,  while  Fig.  87  shows  a  Bunsen  screen  and  sight  box.  In  Fig. 
S6,  the  lamps  are  shaded  by  means  of  curtains  so  as  to  leave  only  a 
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small  opening  towanl  the  screen.  If  the  lights  are  properly  screened, 
photometric  measurements  may  be  made  in  rooms  having  light- 
colored  walls. 


■J 
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Weber  Photometer.  As  an  example  of  a  k^mm)  )H>rtal>le 
t>T)e,  the  Weber  photometer  is  shown  in  Fig.  SS*  Tliis  photon\eter 
is  very  compact  and  is  espei^ially  ailapttnl  to  meas\irin|t  intensity 
of  illmnination  as  well  as  the  vahie  of  light  sourees;  it  may  ))e  \isetl 
for  exploring  the  illumination  of  nwms  or  the  lighting  of  strtH'ts. 

This  apparatus  consists  of  a  tulw  A,  Hg.  SI),  whl(»h  is  nunmttnl 
horizontally  and  contains  a  circular  oi>iil  glass  ])hite  /,  whu*h  is 
movable  by  means  of  a  rack  and  pinion.  To  tliis  screen  is  nttacheil 
an  index  finger  w^hich  moves  over  a  scale  ntta(*h«Hl  to  the  outside  of 
the  tube.    A  ?amp  L,  burning  luMizine,  is  mount«'d  at  the  end  of 


, . n 
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this  tube.  The  Ijenzine  u^i^l  >ijould  \ft'  a>  puN'  h-,  intMi'.ihU'  find  (Imi 
flame  heij^t  should  Ik;  car#^Mlly  a/ljij>.t''d  Up  *2f)  unih  y/iit^n  hihnt/ 
readings.  At  right  anglefi  t/i  th#;  tuU;  A  h  wonttif^l  Um'  hif^'  H 
which  contains  an  ey#fpiirr^  at  0,  a  Lumi/i^'fJ^r'^lliun  n,tiUHAi 
prism  at  p,  and  a  hupfx/rt  for  of^al  or  r/Jor*'d  ylay*.  pl»ti .;  «f  // 

OperaJti/m.  Tli^  tul^  //  i*,  tur^d  t//v.afd  th#',  i'/fntn'  ol  lif/lff  fi# 
be  mfA'.uT^f  the  di-tas^tr  fror/i  th^r  H/hl  t//  fh^r  ^/ifn-n  Mf  </  l/'ifiK 
DoCe^.  The  l:;r}jt  frof;*  thJ-,  -/,,t't'  ]-,  dJffti-^/J  by  f)^/-,  vj9*nt  ul  {/, 
vfaile  thiit  ff^r/j  th^  r^Ji'.Aavl  l*.  'i/f ; v/j  by  t},^'  •/  f*^  f;  /,  (i  /  $ho  ftuyi 
the  ^T**r4  /.  t?^  li/);t  fstil]:,'/  or,  <r>;^f  s-.J/J^  '/f  tj^i-  j/M.-r/#  //  /«ri  |#k 
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equalized.  The  value  of  the  unknown  source  can  be  determined 
from  the  reading  of  the  screen  /,  tlie  photometer  having  previously 
been  calibrated  by  means  of  a  standard  lamp  in  place  of  tlie  one  to 
be.measured.  The  calibration  may  be  plotted  in  the  form  of  a  cur\-e 
or  it  may  be  denoted  by  a  constant  C,  when  we  have  the  formula 

C  corresponds  to  a  particular  plate  at  j;;  I  is  distance  of  screen  /  from 
the  benzine  lamp;  and  L  is  distance  from  the  screen  g  to  the  light 
source  being  measured.  Screens  of  different  densities  may  be  used 
at  g  depending  on  the  strength  of  the  light  source. 

When  used  for  measuring  illumination,  a  white  screen  is  used 
in  connection  with  this  photometer.  The  screen  is  mounted  in  front 
of  the  opening  at  g,  and  turned  so  that  it  is  illuminated  by  the  source 
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being  considered.  Readings  of  the  screen  /  are  taken  as  before.  A 
calibration  curve  is  plottal  for  the  instrument,  using  a  known  light 
source  at  a  known  distance  from  the  wiiite  screen  when  the  instru- 
ment is  mounted  in  a  dark  room. 

Portable  Photometers.  There  is  a  large  variety  of  portable 
photometers  available  which  give  more  or  less  satisfactory  results. 
An  instrument  especially  designed  with  a  view  to  portability  and  to 
overcoming  some  of  the  defects  of  other  instruments  on  the  market 
is  the  "Universal  photometer,"  more  commonly  known  as  the 
"Sharp-Millar  photometer"  from  the  names  of  its  inventors.  Views 
of  this  instrument  arc  shown  in  J'igs.  90  and  91.  It  is  adapted  to 
the  measurement  of  the  intensity  of  light  sources  as  well  as  to  the 
illumination  at  any  point,  as  is  the  Weber  photometer.    The  photom- 
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eter  screen  or  photometric  device  is  shown  at  B,  and  consists  of  a 
special  form  of  Lummer-Brodhun  optical  screen.  A  standardized 
incandescent  lamp  C  is  used  as  the  photometric  standard  and  this 
may  be  connected  to  a  battery,  or  be  adapted  to  use  on  the  mains 
supplying  the  lamps  in  the  room  where  measurements  are  to  be 
taken.  AH  stray  light  is  carefully  screened  from  the  interior  of  the 
box  by  a  scries  of  screens  G.  The  instrument  scale  is  calibrated  in 
foot  candles  and  in  candle-powers. 

When  illumination  is  to  be  measured,  a  specially  selected  trans- 
lucent screen  is  placed  at  A  and  the  illumination  of  this  plate,  which 
is  placed  at  the  point  and  in  the  plane  where  the  value  of  the  illumi- 


Fig.  91.    Set 
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nation  is  desired,  is  reflected  to  the  photometric  device  by  the  mirror 
at  //.  A  second  plate  K  is  mounted  so  as  to  be  illuminated  by  the 
standard  lamp  and  the  photometer  is  balanced  by  making  the  illumi- 
nation of  A  and  K  the  same.  When  the  intensity  of  a  light  source 
is  to  be  determined,  the  screen  at  A  is  replaced  by  a  small  aperture 
and  a  diffusing  surface  /  is  put  in  place  of  the  mirror  //.  The  illumi- 
nation of  /  is  now  compared  with  the  illumination  of  A',  and  when 
the  two  are  made  equal,  the  photometer  roads  the  candle-power  of  the 
light  source,  or  some  multiple  of  this  candle-power.  The  range  of 
this  instrument  is  increased  by  the  use  of  suitably  arranged  absorbing 
screens  which  may  be  reJidlly  inserted  or  removed  and,  as  ordinarily 
equipped,  the  range  in  foot-candles  is  approximately  from  .004  to 
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2000.  The  \jirietj-  of  uses  which  can  l)e  made  of  sui-h  a  photometer 
is  large,  and  some  idea  of  its  portability  can  be  obtained  from  the 
dimensions  of  the  box,  24"X41"X5",  and  its  weight,  fully  equipped. 


of  S   pounds,      r<insiderinn   its  (■ompactness,   this   photometer  is 
capabk'  of  great  accuracy. 

Integrating  Photometers.    Matthews.    Tliis  photometer  is  used 
to  some  extent  and  a  very  good  idea  of  its  construction  can  be 
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obtuned  from  Fig.  92.  By  means  of  a  system  of  mirrors,  the  light 
given  by  the  lamp  in  several  directions  may  be  integrated  and  thrown 
on  the  photometer  screen  for  comparison  with  the  standard,  the  result 
giving  the  mean  spherical  candle-power  from  one  reading.  By  cover- 
ing all  but  one  pair  of  screens,  the  light  given  in  any  one  direction 
is  easily  determined. 

Another  type  of  integrating  photometer  is  known  as  the  "inte- 
grating sphere"  or  globe  photometer.     If  a  light  source  is  placed 


Fif.  as.     ^hteea-l 


within  a  sphere  the  interior  walls  of  which  are  coated  with  a  white 
diffusing  surface  the  illumination  of  that  surface  at  any  point  is  due 
partly  to  the  light  falling  on  it  «lirectl>',  and  partly  to  the  light 
reflected  from  the  remainder  of  the  surface  of  the  sphere.  The 
reflected  light  is  proportional  to  the  total  flux  of  light  from  tlie  liglit 
source  and  so,  if  the  direct  liglit  is  scriH-ned  from  the  point  considered, 
its  illumination  is  proportional  to  the  total  flux  of  light,  and  hence  to 
the  mean  spherical  candle-power  of  the  light  source. 
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2001).  The  varifty  of  uses  which  can  l>e  made  iif  sudi  a  photometer 
is  large,  and  some  idea  of  its  portability  can  be  obtained  from  the 
dimensions  of  the  box,  24"X4|"XiJ",  and  its  weight,  fully  equipped, 
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of  S   pounds,      roiisiiierinji   its   compactness,   this   photometer  is 
capable  of  great  ucciiraoy. 

Integrating  Photometers.     Matiheirs.    This  photometer  is  used 
to  some  extent  and  a  very  good  idea  of  its  construction  can  be 
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obtained  from  Fig.  92.  By  means  of  a  system  of  mirrors,  the  light 
■  (pyea  by  the  lamp  in  several  directions  may  be  integrated  and  thrown 
on  the  photometer  screen  for  comparison  with  the  standard,  the  result 
giving  the  mean  spherical  candle-power  from  one  reading.  By  cover- 
ing all  but  one  pair  of  screens,  the  light  ^ven  in  any  one  direction 
b  eaaly  determined. 

Another  type  of  integrating  photometer  is  known  as  the  "inte- 
grating sphere"  or  globe  photometer.    If  a  light  source  is  placed 
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within  a  sphere  the  interior  wails  of  which  are  coated  with  a  white 
diffusing  surface  the  illumination  of  that  surface  at  any  point  is  due 
partly  to  the  light  falling  on  it  dircotiy,  and  partly  to  the  light 
reflected  from  tlie  remainder  of  the  surface  of  the  splicre.  The 
reflected  light  is  proportional  to  the  total  flux  of  light  from  the  light 
source  and  so,  if  the  direct  light  Is  screened  from  the  point  considere<l, 
its  illumination  is  proportional  to  the  total  flux  of  light,  and  hem-e  to 
the  mean  spherical  candle-pt>wer  of  the  liglit  source. 
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The  practical  application  of  this  principle  is  so  to  arrange  our 
properly  coated  sphere  that  the  lamp  to  be  tested  may  be  readily 
inserted;  to  replace  a  small  portion  of  the  sphere  by  a  piece  of  un- 
polished white  glass;  to  shut  ofE  the  direct  rays  of  the  lamp  to  be 
measured  from  this  glass  surface;  and  so  to  mount  a  photometer 
screen  and  standard  lapip  that  tlie  illumination  of  the  glass  section 
can  be  measured.  Under  these  conditions  the  illumination  of  the 
glass  screen  is  proportional  to  the  mean  spherical  candle-power  of  the 


I' 
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lamp  under  test.  A  substitution  method  Is  used  in  practice.  A 
standardized  lamp  of  the  general  type  of  the  one  to  be  tested  is  mount- 
ed in  the  sphere  and  the  constant  of  the  instrument  for  this  tj-pe  of 
lamp  is  determined.  The  unknown  lamps  are  then  put  in  place  and 
their  candle-power  is  rearlily  determined,  once  the  constant  of  the 
instrument  is  known.  Figs.  03  and  94  give  some  views  of  the  inte- 
grating sphere  and  iiulicate  the  range  of  the  sizes  in  which  it  may  be 
constructed. 
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INCANDESCENT  LAMP  PHOTOMETRY 
Apparatus.    Some  sort  of  screen,  cither  the  Bunsen  tjTJe  or  the 
Lummer-Brodhun  screen  preferred,  should  be  mounted  on  a  carriage 


Fig.  9S. 


moving  on  a  suitable  scale,  and  the  lamp  holders,  one  for  the  stand- 
ard, the  other  for  the  lamp  to  be  tested,  are  mounted  at  the  ends  of 
this  scale.  There  are  se\eral  types  of  so-called  station  photometers 
arranged  so  as  to  be  verj-  convenient  for  testing  incandescent  lamps. 
Fig.  95  shows  one  form  of  station  photometer  manufactured  by  Queen 
and  Company,  The  controlling  rheostats  and  shiel<ling  curtains  are 
not  shown  here.     Fig.  9G  shows  a  form  of  portable  photometer  for 


incandescent  lumps.  The  length  nf  scale  slunild  not  l>e  less  than 
100  centimeters,  anil  l.')()  to  '2^)^)  cent i meters  is  preferred.  This  scale 
may  be  divided  into  tvntimeters  or,  for  the  purpose  of  doing  away 
with  much  of  the  eiilculation,  the  scale  may  Ix;  a  proportional  scale. 
This  scale  is  based  on  the  law  of  in\erse  squares  and  reads  the  inverse 
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ratio  of  the  squares  of  the  distances  from  the  two  lights  being  com- 
pared. If  the  standard  used  always  has  the  same  value,  the  scale 
may  be  made  to  read  in  candle-powers  directly. 

For  mean  horizontal  candle-power  measurements,  the  lamp 
should  be  rotated  at  180  revolutions  per  minute,  when  mounted  in  a 
vertical  position.  Lamps  giving  a  uniform  horizontal  distribution 
curve  need  not  be  rotated. 

For  distribution  curves  a  universal  lamp  holder,  which  will 
allow  the  lamp  to  be  placed  in  any  position  and  which  indicates  this 
position,  is  used. 

For  mean  spherical  candle-power  the  following  method  is  used 
when  the  Matthews  or  integrating-sphere  photometer  is  not  avail- 
able: 

Measurement  of  the  Spherical  Intensity.  For  convenience,  the 
tip  of  the  lamp  and  its  base  may  be  termed  the  north  and  south 
poles,  respectively.  The  lamp  is  placed  in  an  adjustable  holder  and 
readings  taken  with  the  lamp  in  thirty-eight  positions,  as  follows: 

The  mean  of  13  readings  taken  at  intervals  of  30**  is  taken  to  give  the  mean 
horizontal  candle-power. 

Beginning  again  at  0°  azimuth,  thirteen  readings  are  made  in  the  prime 
meridian  or  vertical*  circle,  the  interval  again  being  30**  and  the  last  reading 
checking  the  first. 

It  will  be  noticed  that  four  readings,  two  being  check  readings,  have  been 
made  at  0**  azimuth  in  each  case.  The  mean  of  the  four  is  taken  as  the  standard 
reading^  it  being  the  value  of  the  intensity,  in  this  position,  should  the  lamp  be 
used  as  a  standard. 

Additional  sets  of  thirteen  readings  each — the  last  reading  checking  the 
first  one — are  similarly  made  on  each  of  the  vertical  circles  through  45**,  90**, 
and  135**  azimuth. 

In  combining  the  readings  for  the  mean  spherical  intensity,  a  note  is  taken 
of  the  repetitions. 

Neglecting  the  repetitions,  which  may  also  be  omitted  in  part  in  the  prac- 
tice of  the  method,  there  remain  thirty-eight  points,  as  follows: 

DiBTRIBUTKD 

Valubb 

The  mean  of  four  measurements  at  the  north  pole  of  the  lamp 1 

Four  measurements  on  each  of  the  vertical  circles  through  0®  and  90® 

azimuth  at  vertical  circle  readings  of  60°,  120**,  240**,  and.  300** ...       8 
Four  measurements  on  each  of  the  vertical  circles  through  0°,  45°,  90**, 
and  135**  azimuth  at  vertical  circle  readings  of  30°,  150**,  210**,  and 

330** 16 

Twelve  measurements  30**  apart  at  the  equator 12 

Four  null  values  at  the  south  pole  of  the  lamp 1 

Total  number  of  effective  measurements 38 
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llw  potnta  thus  Uid  off  on  the  reference  sphere  are  approximately  equi- 
dktaat,  bong  somewhat  ckieer  together  at  the  equator  than  at  the  poles. 

When  the  lamp  is  rotated,  readings  are  taken  for  each  15°  or  30° 
in  indination,  from  0°  to  90°  and  from  0°  to  270°.  These  are  inte- 
grated values  for  their  corresponding  parallels  of  latitude  on  the 
umtq>here. 


I      'O'-t.B  I  ',C  \ 
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Fis.  97.    Roujaeui  Diacmu  (or  Gem  Lunp  with  Bowl  lUBector 

The  mean  spherical  candle-power  from  these  readin^ts  may  best 
be  obtained  by  plotting  a  distribution  curve  from  the  rt'a<lings,  deter- 
mining the  area  of  this  closet)  curve  by  means  of  a  plaiiimeter  and 
taking  the  radius  of  an  equivalent  circle  as  the  value  for  the  mean 
qdierical  candle-power. 
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Rousseau  Diagram.  The  Rousseau  diagram  may  be  used  for 
determining  the  mean  spherical  candle-power  of  a  lamp  when  its 
vertical  distribution  curve  is  knowTi.  Fig.  97  shows  such  a  diagram 
made  up  for  a  gem  lamp  with  a  bowl  reflector.  Where  the  hori- 
zontal distribution  curve  of  the  lamp  is  not  uniform,  the  values  for 
the  vertical  distribution  curve  should  be  taken  with  the  lamp  rotat- 
ing so  as  to  give  average  values  at  each  angle.  One-half  of  the  dis- 
tribution curve  is  drawn  to  scale  A  and  a  circle  B  is  drawn  with  the 
source  of  light  0  as  a  center.  Radii  C  are  drawn  at  equal  angles 
about  the  light  source  and  extended  until  they  intersect  the  circle  B. 
The  points  of  intersection  of  these  lines  with  the  circle  are  projected 
upon  the  straight  line  D  E,  Distances  from  this  line  are  laid  off  on 
the  verticals  F  equal  to  the  distances  from  the  center  of  the  circle  to 
the  points  where  the  corresponding  radii  cut  the  distribution  curve. 
The  area  enclosed  between  the  straight  line  D  E  and  a  curve  drawn 
through  the  points  just  determined,  G  H,  divided  by  the  base  line, 
is  equal  to  the  mean  spherical  candle-power  of  the  lamp.  If  the 
mean  candle-power  of  the  lamp  within  a  certain  angle  is  desired,  it 
is  only  necessary  to  find  the  area  of  the  diagram  within  the  space 
indicated  by  that  angle  and  divide  by  the  corresponding  base. 

In  all  tests  the  voltage  of  the  lamp  must  be  very  closely  regulated. 
A  storage  battery  forms  the  ideal  source  of  current  for  such  purposes. 
In  testing  incandescent  lamps,  a  standard  similar  to  the  lamp  being 
tested  is  desirable  and  it  should,  preferably,  be  connected  to  the  same 
leads.  Any  variation  in  the  voltage  of  the  mains  then  affects  both 
lamps  and  the  error  introduced  is  slight. 

ARC  LIGHT  PHOTOMETRY 

Method  Used.  Owing  to  the  variation  of  the  amount  of  light 
given  out  by  an  arc  lamp  in  one  direction  at  any  time,  due  to  varia- 
tion of  the  qualities  of  the  carbons,  position  of  the  arc,  and  also  on 
account  of  the  color  of  the  light,  etc.,  the  photometry  of  arc  lamps  is 
much  more  difficult  than  that  of  incandescent  lamps.  The  curves 
shown  in  Figs.  26  and  27  are  average  distribution  curves  taken  from 
several  lamps  and  will  vary  consicieral)ly  for  any  one  lamp.  If  the 
arc  is  enclosed,  this  variation  is  not  so  great. 

The  working  standard  should  ])e  an  incandescent  lamp  run  at 
a  voltage  above  the  normal  so  that  the  quality  of  the  light  will  com- 
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pare  favorably  with  that  of  the  arc.  Since  an  incandescent  lamp 
deteriorates  rapidly  when  run  at  over  voltage,  the  standard  can  be 
used  only  for  short  intervals  and  must  be  frequently  checked. 

Since  an  arc  lamp  can  be  mounted  in  one  position  only,  mirrors 
must  be  used  to  obtain  distribution  curves.  A  mirror  is  used  mounted 
at  45^  with  the  axis  of  the  photometer  and  arranged  so  as  to  reflec^t 
the  arc  when  in  different  positions.  A  mirror  absorbs  a  certain  per 
cent  of  the  light  falling  upon  it  and  this  percentage  must  l)e  deter- 
mined by  using  lamps  previously  standardized.  The  length  of  the 
photometer  bar  must  include  the  distance  from  the  mirror  to  the  arc. 

The  Weber  photometer  is  well  adapted  to  arc-light  measure- 
ments inasmuch  as  appropriate  screens  may  be  used  to  cut  down 
the  intensity  of  the  light. 

■ 

A  special  form  of  the  Matthews  photometer  is  also  use<l  for 
testing  arc  lamps. 

Illuminometer.  For  the  comparison  of  the  illumination  from 
arc  lamps  as  installed  in  service,  an  instrument  known  as  an  "illumi- 
nometer" is  sometimes  used.  This  consists  of  a  light  wo<xlcn  \h)X, 
readily  portable,  having  a  black  interior  and  arranginl  with  two 
openings.  One  of  these  openings  is  for  the  puri)ose  of  admitting 
light,  from  the  source  being  considered,  to  a  printed  card.  The  other 
opening  is  for  the  purpose  of  viewing  this  card,  when  illuminated  by 
the  light  source.  The  printing  on  the  card  is  moiie  up  from  tyix;  of 
different  sizes  and  the  smallest  size  which  is  legible,  together  with 
the  distance  from  the  light  source,  is  not(*d.  Another  rnethcnl  of 
ai^lication  is  to  select  some  definite  size  of  ty[M;  and  then  to  move 
the  instrument  from  the  light  source  to  a  fK)int  where  this  iy\H:  is 
just  legible  and  note  the  distance.  From  siniilur  nieuHurenientH 
taken  on  different  lamps  a  go<xl  comparison  may  In?  obtained,  Siieh 
an  instrument  is  very  convenient  to  use  anrl  resultH,  obtained  by 
different  observers,  check  very  clr>j«'ly. 

Flidcer  Photometer*  The  flicker  phoUntwU'r  in  ij^^'d  for  the 
omiparison  of  different  colored  lights,  the  lm;»i,H  for  roin|mriH4;fi 
being  that  each  light,  though  different  in  eolor,  Khali  (inHlijeir  light 
sensations  equally  intent**  for  the  purf^*;-/'  of  di  tin^'iii  hiriK  oiillihei>. 
It  consists,  in  one  form,  of  an  arran^renie/it  by  uu'titi\  of  whieh  a 
sectored  disk  i.s  rotat^-rl  in  front  of  each  lijrht  vi/unc,  fhc-^*  di-.k^ 
being  so  arranged  tliat  the  light  from  orjc  .v/iirc<:  j-,  njt  off  while  the 


MU 


126  ELECTRIC  LIGHTING 

other  falls  on  the  screen  and,  vice  versa,  any  form  of  screen  being 
used  for  making  the  comparison.  The  disks  must  be  revolved  at 
such  a  rate  that  the  light,  viewed  from  the  opposite  side  will  appear 
continuous.  When  the  illmnination  of  the  two  sides  of  the  screen, 
under  these  conditions,  is  not  the  same,  there  will  be  a  perceptible 
flicker  and  the  screen  should  be  so  adjusted  that  this  flicker  disapn 
pears.  The  value  of  the  light  source  can  then  be  calculated  from 
the  screen  reading  in  the  usual  manner.  Another  device  consists 
of  the  use  of  a  special  lens  mounted  in  front  of  a  wedge-shaped 
screen,  the  lens  being  constructed  so  as  to  reverse  the  image  of  the 
two  sides  of  the  screen,  as  viewed  by  the  eye,  when  such  lens  is  in 
front  of  the  screen.  The  lens  is  so  mounted  that  it  can  be  oscillated 
rapidly  in  front  of  the  screen,  giving  the  same  result  as  would  be 
obtained  were  it  possible  to  reverse  the  screen  at  such  a  rapid  rate  as 
to  cause  the  illumination  on  the  two  sides  to  appear  continuous.  The 
setting  of  this  screen  is  accomplished  as  with  the  more  simple  forms. 

Still  another  flicker  photometer,  the  Simmance-Abady,  makes 
use  of  a  rotating  wheel.  This  wheel  is  made  of  a  white  material 
having  a  diffusing  surface  and  its  edge  is  so  beveled  that  during  part 
of  a  revolution  a  surface  illuminated  by  one  of  the  light  sources  is 
viewed  through  the  eyepiece  of  the  instrument  and,  during  the  other 
part  of  the  revolution,  a  surface  viewed  by  the  second  light  source  is 
observed.  The  flicker  occasioned  by  this  change  disappears  when 
the  screen  is  brought  to  a  point  where  it  is  equally  illuminated  by  the 
two  light  sources. 

By  the  use  of  such  forms  of  photometers,  it  is  found  that  results 
with  different  colored  lights  can  be  obtained  which  are  comparable 
with  results  obtained  with  lights  of  the  same  color. 
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IN  FARMING  AND  SCATTERED  SUBURBAN  DISTRICTS 

'Vl^tili  dn  its  superlative  merits,  electric  illumination  has  always 
one' supreme  shortcoming — that  of  being  available  only  in 
localities  where  consumers  are  numerous  and  closely  grouped.  Large 
funis  and  oountry  estates  occasionally  made  use  of  small  electric 
power  plantSy  drivoi  by  moderate  sized  steam  and  internal  com- 
bosdoii  *mgin^  of  conventional  types,  or,  in  rarely  favored  locations, 
faj  ymtarpcmfT,  and  while  extremely  cheap  power,  as  at  Niagara 
FaDsy  sometimes  allows  an  uncommon  extension  of  the  economical 
dislributioa  ndius,  such  applications  are  genuinely  successful  only 
when  thegr  serve  sufficient  numbers  of  individuals  to  constitute  virtu- 
ally small  uiban  or  suburban  groupings.  The  fact  remains,  there- 
forsp  diat  satisfactofy  modem  illumination  is  still  denied  to  the 
great  majority  of  dvilissed  homes — ^to  over  70  per  cent  of  the  dwellings 
in  the  United  States,  for  examine,  according  to  data  compiled  from 
CBrtsna  figures* 

Oldinaiy  illuminating  gas,  the  immediate  predecessor  and  still 
the  dose  oompetitor  of  electricity,  lacks  most  of  the  a^lvantages  of 
die  latter^  while  at  the  same  time  being  subject  to  all  the  limitations 
of  use  diat  attadi  to  the  expensive  distribution  of  a  scr\'ic«  horn  a 
oentnl  Woiks  or  station.  It  carries  with  it,  moreover,  nwh  an  ever- 
present  danger  of  asph^'xiation  that  it  is  probable  it  would  long 
since  have  yidded  its  field  to  electricity  were  it  not  for  its  u:'^  in 
cooking  and  heating. 

Attempts  have  been  made,  of  course,  to  do  away  with  this  r^ard- 
inal  dntwbadc  of  the  isolated  home,  and  a^etylenf-KaH  arul  n^ni^Ahu*, 
dating  |dants  have  had  widespread  sale,  dirspitc  the  fa^l  that  Uilh 
produce  much  soot  and  heat  as  well  as  liKht,  n-^juin;  fn-^jij^nt  and 
expert  attention,  are  costly  to  buy  and  maintain,  and  ^orr^fituti;  a 
dangerous  fire  and  explosion  hazard. 

There  are  two  possible  ways  of  providin;^  t-U-Hrlr  lij<hi  ht  a  ^i v<;n 
locality.    One  is  to  transmit  it  in  from  a  tli-.tutui';  i\ut  otlurr  jh  to 
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generate  the  electricity  in  the  vicinity.  As  yet,  electric  transmission 
lines  are  rarely  more  than  two  hundred  miles  long,  while  the  great 
majority  of  central  stations  do  not  reach  even  ten  miles  into  con- 
tiguous territory.  This  leaves  but  one  remaining  possibility — the 
installation  of  private  generating  plants  of  small  capacity,  each  plant 
to  embody  complete  within  itself  the  fundamental  essentials  of 
dynamo  and  engine,  together  with  the  incidental  essentials  of  lubri- 
cating and  regulating  systems. 

Casually  considered,  especially  a  few  years  ago,  this  would  have 
seemed  hopelessly  impracticable  and  might  very  reasonably  have 
been  construed  into  a  demand  that  every  householder  become  a 
competent  engineer.  But  the  world  moves  and  the  development  of 
the  automobile,  for  example — not  to  mention  many  other  features 
on  the  highway  of  mechanical  progress — has  gone  far  to  prove  that 
it  is  not  so  inconceivably  difficult  at  that  for  the  average  individual 
to  become  considerable  of  an  engineer. 

Still  more  pertinent  are  other  considerations.  A  very  few  years 
ago  the  16-candlepower  carbon  incandescent  lamp  was  the  estab- 
lished standard  of  electrical  illumination.  This  standard  unit  con- 
sumed 65  watts  of  electrical  energy — the  theoretical  equivalent  of 
more  than  one-fourteenth  of  a  horsepower.  Practically,  though, 
because  of  various  electrical  and  mechanical  losses,  one  horsepower 
could  not  be  expected  to  keep  more  than  eight  of  these  lamps  running 
at  full  efficiency. 

lathis.Sfime  period  of  electrical  and  mechanical  engineering,  one 
horsepowop  represented  at  the  very  least  some  hundreds  of  pounds  of 
expensive,  bulky,  dirty,  noisy,  indifferently  built,  and  highly  unreli- 
able machinery,  requiring  practically  constant  and  very  competent 
attention  to  keep  it  in  operation  and  in  order. 

But  it  is  a  fundamental  scientific  truth  that  mechanical  progress 
never  halts  and  that  its  triumphs  more  often  come  by  processes  of 
evolution  rather  than  by  sheer  invention.  Wherefore,  in  the 
improvement  of  the  incandescent  lamp  and  in  the  perfecting  of  the 
internal  combustion  motor,  there  begin  to  appear  two  seemingly 
distinct  but  actually  related  improvements  converging  towards  a 
new  result. 

For  on  the  one  hand  there  has  come  the  tungsten  lamp  and  on 
the  other  the  automobile  and  motorcycle  engine.    Paralleling  each 
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othtf  in  thdr  development,  the  first,  in  its  standard  size,  now  con- 
sumes only  25  watts  of  current  to  emit  20  candlepower  of  light — a 
total,  with  present  efficiencies  of  converting  mechanical  into  elec- 
trical enei^,  of  not  less  than  425  candlepower  per  horsepower, 
agunat  no  more  than  125  candlepower  per  horsepower  with  the  old 
carbon  lamp.  In  the  meantime,  by  the  refinement  of  machine 
design  and  progress  in  methods  of  manufacture,  one  horsepower  has 
come  to  signify  a  light,  inexpensive,  compact,  clean,  silent,  excel- 
lently made,  high  speed,  and  highly  reliable  mechanism,  capable  of 
running  for  weeks  upon  end  with  a  minimum  of  wear  and  only  the 
most  occasional  inspection. 

ELECTRICAL  CONVENIENCES  ON  THE  FARM 

In  suburban  districts  and  in  the  country,  therefore,  there  is  a 
lai^  field  for  small  isolated  plants,  made  possible  by  the  small  gas 
engine  and  low  voltage  electric  lamp. 
The  idea  of  utilizing  the  electric  current 
was  prompted  by  the  coming  of  the 
cross-country  trolley.  Men  within  easy 
reach  of  these  found  It  easy  to  get  their 
supply,  and  those  outside  the  zone,  en- 
lightened by  this  example,  soon  began 
making  their  own  electricity  by  means  of 
dynamos  driven  by  gasoline  engines  or 
waterpower. 

The  price  of  small  isolated  plants 
has  now  been  brought  within  reach  of 
all,  and  the  convenience  of  electric  power 
is  shown  to  be  appreciated  by  the  fact 
that  great  numbers  of  such  plants  are  ^''  '  8.?"rZ.°*b?M^ToJ ^^™° 
rapidly  being  installed.  court.,^  ofa^n^^i  eimhc  compunt 

Applications.  Within  the  last  ten  years  three  big  companies 
manufacturing  electrical  apparatus  ha\e  been  catering  almost 
exclusively  to  this  trade.  Churning  is  done  with  a  little  motor 
which  also  comes  in  handy  for  running  a  cream  separator,  Fig.  1,  a 
sewing  machine,  or  a  washing  machine.  An  excellent  motor-driven 
pneumatic  system  is  shown  in  Fig.  2.  The  1-horsepower  motor 
drives  a  "Typhoon"  force  pump  with  aii'-intake  attachment,  electro- 
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pneumatic  controller  for  starting  and  stopping  the  motor  at  certain 
pressures,  and  a  pneumatic  tank  with  a  capacity  of  350  gallons.  Most 
all  of  the  small  operations  and  the  necessary  repair  work  about  the 
farm,  Fig.  3,  can  be  done  more  quickly  and  better  with  power  service 
than  if  done  by  hand.  The  feed  grinder,  Fig.  4,  root  cutter,  fodder 
cutter,  planing  mill,  circular  saw,  kindling  wood  splitter,  corn  sheller, 
small  drill  press,  horse  clipper,  and  hay  loader,  can  all  be  operated  by 


small  motors.  Incubators,  Fig.  5,  and  brooders  prove  successful  step- 
mothers to  the  little  chickens  and  when  electrically  heated  are  far 
more  reliable  than  when  heated  by  a  lamp.  Klilking  machines 
operated  by  a  motor  are  also  more  or  less  successful.  By  the  aid 
of  one  of  these,  several  cows  can  be  milked  while  one  cow  is  being 
milked  by  hand.  Luxuries  such  as  the  electric  flatiron,  small 
electric  stoves,  and  Aacuum  cleaners  operated  by  electric  motors, 
can  be  used  when  dosireil.  In  fuct  the  uses  of  electricity  on  the 
farm  are  almost  too  numerous  to  list. 
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Portable  Power  Plant.    One  of  the  latest  outfits  is  intended  to 
nin  the  machines  used  in  the  fields.     The  machinery  is  simply  a 


motor  mounted  on  a  truck  on  the  model  of  the  old  portable  farm 
engine.    The  truck  is  hauled  about  from  place  to  place  and  is  made 


ready  for  operation  by  connecting  with  the  farm  power  plant.    The 
wires  are  easily  led  from  point  to  point  wherever  power  or  light  is 
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required,  Fig.  6.  Thus  it  is  possible  to  thresh  in  the  open  field  by 
means  of  electric  power  and  to  operate  other  apparatus.  This  class 
of  motor  has  passed  beyond  the  experimental  stage.  It  is  as  simple 
to  operate  as  a  pump. 

Choice  of  Power.  The  cheapest  generating  stations  are  those 
where  it  is  possible  to  use  water  from  a  running  stream.  A  little 
dam,  holding  back  sufficient  water  to  make  the  power,  furnishes  an 
easy  solution  of  this  question.  Where  there  is  no  water  or  where 
it  is  of  insufficient  volume,  any  of  the  popular  stjles  of  engines  may 
be  used. 


The  windmill,  the  standby  of  the  fihaer,  is  expected  later  to 
popularize  electricity  on  the  farm,  tjgf  wne  the  amount  of  power 
furnished  by  the  ordinary  mill  is  comparatively  small,  it  is  su£Scient  to 
develop  lighting  and  small  power  requirements.  On  account  of  the 
fact  that  the  windmill  is  useful  only  when  there  is  a  wind,  it  is  neces- 
sary to  utilize  storage  batteries.  The  cost  of  these,  as  well  as  of 
maintaining  them,  is  rather  large  but  is  being  steadily  decreased. 

Refrigeration  Plant.  A  refrigerating  equipment  for  the  farm 
should  be  highly  appreciated.  An  electrically-operated  refrigerating 
plant  has  the  advantage  of  constant  temperature,  dryness,  and 
cleanliness  as  well  as  cheapness.    Again,  most  of  the  power  for 
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refrigerating  would  be  required  in  the  summer,  the  time  of  the  year 
when  the  least  amount  of  artificial  light  is  required,  so  it  would  not 
necessitate  any  extra  engine  capacity.  Different  compartments  are 
arranged  so  that  the  temperatures  best  suited  to  the  contents  can 
be  muntained  for  each  product. 


Pig.  6.    Typicd  Wiring  rNncnm  for  Farm  Electric  Plut 

THE  SMALL  PLANT 
Equipment.  The  small  plant  should  compriM;  a  dynamo  driven 
by  a  gasoline  engine  and  a  storage  battery,  Fig.  7,  The  dynamo  may 
be  run  during  the  day  or  at  any  convenient  time  to  charge  the 
storage  batteries.  When  the  battery  is  fully  charged,  the  engine  can 
be  discoiniectcd  an<i  if  desirwl  used  for  other  purposes,  and  during 
the  evening  the  lighting  current  can  l>e  furnished  by  the  batteries. 
As  the  carbon  filament  lamps  require  so  much  power  to  operate,  it 
b  advisable  to  use  the  tungsten  lamp,  in  which  case  the  engine  and 
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dynamo  need  only  be  about  one-third  as  large.  In  using  the  tung^ 
sten  lamp,  there  is  also  the  advantage  of  operating  on  low  voltages, 
ordinarily  a  30-volt  system  being  used  for  small  plants.  The  special 
advantage  of  this  is  in  the  lower  cost  of  the  storage  batteries.  If 
2-volt  batteries  are  used,  only  15  or  16  cells  will  be  required  to 
make  the  necessary  30  volts. 

Cost.  To  arrive  at  the  cost  of  such  a  plant,  assume  the  case  of 
a  house  requiring  about  40  lamps  to  light  it  completely.  In  the 
average  cases  for  lighting,  we  will  assume  one  hour  per  day  for  each 
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lamp  connected.  In  such  a  house  40  lamp  hours  would  be  used  each 
day.  It  would  be  advisable  to  install  a  storage  battery  of  80  lamp 
hours  in  such  case,  in  order  that  the  lamps  may  be  run  for  2  days 
and  thus  avoid  ruiming  the  engine  every  day.  This  will  require  an 
engine  of  about  3  horsepower,  costing  about  $125.  The  required 
dynamo  will  cost  about  $100  and  the  battery  about  $110.  A  switch- 
board will  be  necessary,  costing  about  $75.  This  outfit  will 
amount  to  S425  and  the  wiring,  lamps,  fixtures,  and  extra  labor  will 
cost  in  the  vicinity  of  $150  more,  making  a  total  expense  of  about 
$575.  A  space  10  feet  by  16  feet  will  he  found  sufficient  in  which  to 
install  the  apparatus  and  it  would  be  wise  to  install  the  plant  in  a 
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small  separate  building.  Such  a  plant  as  the  above  should  give  good 
service  with  little  attention  and  at  a  comparatively  small  cost.  The 
3-horsepower  engine  running  at  full  load  for  about  5  or  6  hours  will 
fully  charge  the  battery  and  at  a  cost  of  about  6  cents  per  hour  for 
fuel,  making  the  average  cost  for  each  lamp  about  one-third  of  a 
cent.  This  compares  very  favorably  with  the  cost  of  electric  house 
lighting  in  the  large  cities. 

A  10-horsepower  plant  is  a  little  less  costly  in  proportion  than 
a  3-horsepower  outfit.  The  power  plant  and  wiring  for  even  a  large 
farm  can  be  installed  for  less  than  $1000. 

If  a  waterfall  is  available,  the  expense  of  operation  can,  of  course, 
be  cut  considerably.  After  the  water  wheel  is  once  installed  there 
is  very  little  expense  for  maintenance  and  repairs.  Arrangements 
can  be  made  to  control  the  operation  of  the  plant  from  the  house,  so 
that  little  attention  need  be  given  the  plant,  probably  one  visit  a 
week  being  sufficient.  Electric  lighting  adds  greatly  to  the  attrac- 
tiveness of  a  house  and  reduces  the  fire  risk  and  is,  therefore,  bound 
to  occupy  a  large  place  in  the  future  development  of  farm  industry. 

Wiring  the  House.  In  wiring  a  house  and  arranging  the  fix- 
tures, it  is  always  best  to  select  and  locate  the  fixtures  first  and  do 
the  wiring  afterwards,  although  the  reverse  is  usually  done  lind  with 
poorer  results.  In  order  to  give  a  good  practical  illustration,  we  will 
take  as  an  example  a  house  which  has,  on  the  first  floor,  4  rooms 
with  a  front  and  back  hall ;  on  the  second  floor,  5  rooms  and  a  hall. 
The  cellar  may  have  several  small  rooms  divided  off. 

In  the  dining  room,  2  fixtures  with  bowl  reflectors  will  give  a 
good  effect  when  hung  at  a  height  of  about  6  feet  from  the  floor. 
If  frosted  tip  lamps  are  used,  the  light  will  be  sufficiently  distributed 
to  give  a  pleasing  effect.  The  living  room  should  be  well  lighted,  a 
3-light  fixture  in  the  center  of  the  room  being  usually  sufficient. 
This  should  be  hung  about  ()§  feet  from  the  floor.  If  a  concentrated 
light  is  desired,  a  table  lamp  will  do  and  may  be  connected  to  one  of 
the  sockets  of  the  fixture.  One  lamp  about  8  feet  from  the  floor  will 
give  sufficient  illumination  for  the  hall.  One  light  will  also  be  suffi- 
cient for  the  kitchen,  but  it  should  be  hung  on  an  adjustable  bracket 
about  G  feet  from  tlie  floor  and  preferably  between  the  stove  and 
table.  One  lamp  can  be  placed  on  the  ceiling  of  the  front  p>orch, 
just  in  front  of  the  door.     In  each  bedroom,  one  light  on  a  bracket 
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fixture  placed  directly  over  the  dresser  will  give  a  good  effect.    With 

the  lamp  inclined  at  about  45  degrees,  a  good  direct  illumination  for 

the  room  will  also  be  obtained.    If  there  are  closets  in  the  bedrooms 

a  drop  light  in  each  will  be  helpful.    In  such  case  care  should  be 

taken  never  to  hang  the  lamp  on  the  hooks  or  where  it  would  come 

in  contact  with  clothing.    In  the  upper  hall  and  bathroom,  single 

hanging  light  fixtures  about  7|  feet  from  the  floor  with  frosted  lamps 

will  give  all  the  light  necessary.    The  lights  in  the  cellar  should  be 

on  the  ceiling  in  order  to  give  a  good  distribution  and  should  have 

reflectors  above  them. 

POWER  HOUSE 

Design  and  Equipment.  A  good  idea  for  a  power  house  to  hold 
a  small  isolated  plant  is  to  have  a  concrete  structure  set  in  the 
ground,  the  top  being  flush  with  the  surface  of  the  ground.  The 
cables  connecting  the  power  plant  with  the  house  can  be  laid  under- 
ground in  conduits  and  in  this  way  the  plant  and  wires  do  not  dis- 
turb the  beauty  of  the  estate — if  this  is  taken  into  consideration — 
and  it  is  being  done  more  and  more  so  each  year.  The  space  in  the 
power  house  can  be  divided  into  three  parts,  the  largest  being  for 
the  engine  and  generator  as  one  unit.  Beyond  the  engine  in  the 
corner  is  the  cooling  tank,  and  to  the  right  the  switchboard.  With 
the  concrete  floor  and  white  walls  and  ceilings,  such  a  plant  makes  a 
very  presentable  appearance.  In  the  next  room  is  the  storage 
battery,  containing  an  upper  and  lower  set  of  cells  arranged  in  rows 
with  two  aisles  between.  By  having  the  ceiling  and  walls  double,  the 
acid  fumes  cannot  escape  except  through  the  window,  which  should 
face  away  from  the  house.  The  third  room  is  used  for  a  storage  room 
for  tools,  supplies,  etc.  A  4-inch  iron  pipe  should  rise  to  the  roof 
to  allow  for  the  escape  of  the  exhaust.  Another  pipe  can  lead  to 
the  gasoline  storage  tank,  which  should  be  about  30  feet  distant. 

STANDARD  PLANT 

An  entire  lighting  plant  that  can  be  installed  in  a  space  12  feet 
long  and  3  feet  wide  is  furnished  by  one  of  the  large  manufacturing 
companies.  The  only  limitation  as  to  location  of  such  a  plant  is  that 
it  must  be  kept  clean  and  dry  within  a  reasonable  distance  of  the 
point  where  most  of  the  lights  are  used,  and  preferably  where  the 
battery  may  be  ventilated  to  the  outside  air.    A  dry  basement. 
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stable,  or  garage  may  be  conveniently  used  for  the  location  of  this 
plant. 

Power.  The  power  is  furnished  by  a  simple  economical  close- 
r^ulating  gasoline  engine.  This  drives  the  dynamo,  which  may  be 
used  to  run  the  lights  direct  or  which  may  store  up  electricity  in  a 
storage  battery  for  use  in  the  early  morning  hours  or  at  other  times 
when  it  is  not  convenient  to  run  the  en^e  for  the  small  amount  of 
li^t  desired. 

Equipment.  The  standard  equipment  comprises  everything 
necessary  for  the  complete 
installation  of  the  plant,  ex- 
cept the  wire,  and  this  may 
easily  be  obtained  anywhere 
at  a  moderate  price.  The 
outfit  has  a  shipping  weight 
of  approximately  2200  pounds 
and  consists  of  the  following: 

1  2-lii)rBepower  engine, usinggaso- 
line,  kerosene,  or  low  grade 
distillate  oils 

1  60-light,  32-volt,  compound- 
wound  dynamo 

1  Endless  dynamo  belt 

1  Blate  panel  switchboard  and  all 
inatruments  necesBary  for 
operating 

1  Storage  battery,  capacity  13 
lights  for  4^  hours 

Fixtures  and  shades  for  50  lights 

50  15-watt  Mazda  tungsten  lunps  CmiHav  of  F, 

Ejigine.  The  engine,  Fig.  8,  is  especially  designed  and  con- 
structed for  this  kind  of  service.  It  is  of  the  4-cycle  type  with 
throttling  governor,  extra  heavy  flj-wheels  and  bearings,  tind  an 
efficient  lubricating  system  which  permits  of  its  operating  for  long 
periods  with  little  attention.  Its  regulation  is  exceptionally  close 
as  required  for  electric  lighting  service.  The  special  governor 
permits  a  direct  driving  of  the  standard  dynamo  without  resorting 
to  heavy  balance  wheels  such  as  are  necessary  with  ordinary  power 
engines  that  are  sometimes  offeret;!  for  this  purpose.  The  engine  is 
handsomely  finished,  mounted  upon  a  substantial  iron  base,  and 
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the  excellent  workmanship  employed  in  its  construction  shows  its 
reliability  and  durability  for  years  of  continuous  efficient  service. 

Dynamo.  The  dynamo.  Fig,  9,  Is  a  compound-wound,  multi- 
polar, self-regulating  machine  having  a  capacity  of  25  amperes  at 
32  volts.  It  is  heavily 
and  durably  built  like 
the  engine,  the  aim  being 
to  produce  a  machine 
that  will  not  merely  give 
its  rated  capacity  for  a 
temporary  period  but  will 
continue  to  give  efficient 
service  for  years  without 
causing  the  expense  and 
inconvenience  thatwould 
be  incidental  to  cheap 
'*c^««L"o/fni^X?MXTc»X™n?'*''  and   light   construction. 

It  gives  a  steady  brilliant 
light  and  regulates  automatically,  producing  only  the  amount  of 
electricity  required,  whether  its  entire  capacity  or  only  a  single  light 
may  be  burning,  thus  saving  the  consumption  of  fuel  when  running 
only  at  part  load.  The  current  generated  is  of  low  voltage  and  is 
entirely  harmless,  so  that  any  unpleasant  results  from  accidental 
contact  with  uninsulated  parts  of  the  machine  are  avoided. 

The  belt  ig  a  single  endless  leather  dynamo  belt  of  suitable 


length  to  provide  for  the  installation  of  the  engine  and  dynamo  with 
a  distance  of  about  8  feet  between  the  centers  of  their  shafts. 

Sii-rage  Battery.  The  storage  battery.  Fig.  10,  consists  of  16 
cells,  the  elements  being  assembled  in  glass  jars.  The  jars  are 
mounted  upon  wood  or  glass  trays,  containing  a  small  quantity  of 
sand  which  provides  a  soft  bedding  and  holds  them  firmly  without 
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danger  of  breakage.  The  battery,  when  fully  charged,  will  fumisi 
enough  electricity  to  run  9  lights  for  7i  hours,  J3  lights  for  4j  hours 
18  lights  for  3J  hours,  or  30  lights  for  2  hours,  after  which  service 
it  must  be  recharged  as  promptly  as  possible,  but,  if  not  completely 
discharged,  immediate  recharging  is  not  necessary.  When  fully 
discharged,  it  requires  about  10  hours  to  completely  recharge  it. 
Under  ordinary  conditions  of  service,  most  of  the  lighting  being  donr 
direct  from  the  dynamo,  the  battery  need  be  completely  recharged 
only  once  or  twice  a  week.  The  complete  battery  equipment  con- 
sists of  the  following  parts: 

16  "Chloride  Accumulator"  elements,  with  glass  jars  and  glatis  covers 
2  Extra  glass  jara 
2  Extra  glass  covers 
2  Eight-cell  wood  sand  trays  (shelves  or  bracketi)  not  included) 

4  Bolt  connectors 
12  Insulators 

4  Inches  of  lead  tape 
^  Bushel  of  sand 

1  Hydrometer 

2  Socket  wrenches 
Necessary  electrolyte 

Switchboard:  The  switchboard, 
Fig.  11,  is  a  marine  finish  slate  slab, 
mounted  upon  angle  iron  supports  and 
provided  with  wall  braces  which  hold 
it  at  a  suitable  distance  from  the  wall. 
On  the  face  of  the  panel  are  mounted 
the  following  histruments: 

1  Voltmcter,which  indicates  when  the  dynamo 

is  running  at  the  proper  voltage 
1  ADimeter,  that   indicates  the  loud   on  the 

machine  and  iipproximalely  the  number 

of  tights  burning 

1  Double-pole  double-throw  main  hne  swilch 

with  fuses 

2  Double-pole  double-llirow  Imlicry  Hwilrhes 

1  Rheostat  for  adjusting  the  vollage  of  the 
.     djn.o,o 

2  Pilot  lamps  wilh  biillery  chiirging  resistanre 
12  Voltmeter  recci)tiirleM 

1  J'our-point  vohmeter  plug 
1  Underload  circuit  breaker 
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On  the  back  of  the  board  there  are  mounted  two  sets  of  resist- 
ance coils  which  control  the  current  for  charging  the  battery;  also 
all  the  necessary  connections  between  the  instruments  and  switches 
are  made  on  the  back  of  the  board,  while  on  the  front  of  the  board 
are  mounted  the  switches,  rheostat,  and  other  instruments. 

The  lights  are  run  from  the  dynamo  by  throwing  the  main  line 
switch  up,  with  both  battery  switches  open.  The  battery  is  charged 
by  throwing  the  two  battery  switches  upward  and  closing  circuit 
breaker.  The  lights  may  be  run  at  the  same  time  or  not,  as  desired. 
The  lights  are  run  from  the  battery  by  throwing  all  switches  down- 
ward. The  pilot  lamps  indicate  when  the  battery  is  receiving  its 
proper  charging  current,  and  the  voltmeter  plug,  with  its  recepta- 
cles, permits  of  properly  adjusting  the  dynamo  voltage  and  inspect- 
ing the  condition  of  charge  of  the  battery. 

Lamps.  The  lamps  should  be  tungstens.  The  clear  white 
light  emitted  by  these  lamps  is  the  nearest  approach  to  sunlight  of 
any  artificial  illumination  that  has  yet  been  invented.  Each  lamp 
consumes  15  watts  and  gives  12  candlepower  of  a  clear  white  light 
that  is  equal  in  illuminating  value  to  the  ordinary  16-candlepower 
carbon  light.  These  lamps  are  very  nearly  as  durable  and  strong  as 
carbon  lamps  and  will  give  an  average  life  of  1000  hours  when  oper- 
ated at  their  normal  voltage.  They  are  regularly  furnished  with  a 
clear  bulb,  but  a  frosted  bulb  may  be  had,  if  desired,  at  a  small  extra 
charge. 

Fixtures  aiid  Shades.  The  fixtures  are  of  simple  design,  each 
being  fitted  with  Edison  key  sockets  and  with  shade  holders — 16 
fixtures  are  furnished  having  sockets  for  28  lights,  and  the  rest  of  the 
sockets  are  mounted  on  flexible  drop  cords  with  ceiling  rosettes. 
The  drop  cords  are  completely  wired  and  for  installation  have 
simply  to  be  screwed  to  the  ceiling  and  connected  to  the  lighting 
wires.  The  single  light  fixtures  are  all  completely  wired  and  may  be 
installed  in  the  same  simple  manner.  The  fixtures  having  more 
than  one  light  have  each  individual  arm  wired  complete  and  wires 
furnished  for  the  main  stem.  They  are  assembled  by  simply  screw- 
ing the  arms  into  the  body  casting  and  then  soldering  the  arm  wires 
to  the  two  wires  passing  through  the  stem,  which  makes  it  a  very 
simple  operation.  A  4-light  fixture  may  be  assembled  in  a  very 
few  moments.    The  standard  outfit  comprises  the  following  fixtures: 
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2  Four-light  chandeliers,  with  shades 8  iignts 

2  Three-light  chandeliers,  with  shades 6  lights 

2  Two-light  chandeliers,  with  shades 4  c*«dit6 

6  On&-light  pendants,  with  shades 6  lignts 

4  One-light  wall  brackets,  with  shades 4  lights 

Total 28Ughts 

22  Five-foot  drop  cords,  with  shades 22  lights 

Total 60  Ughts 

Shades  are  provided  for  each  fixture.  The  4-,  3-,  and  2-light 
fixtures  are  equipped  with  white  shades,  while  the  1-light  pendants 
and  wall  brackets  are  of  frosted  glass. 

Operation.  The  plant  requires  little  care.  Thousands  of  gaso- 
line engines  are  in  use  on  farms  and  in  stores  and  small  manufactur- 
ing establishments  where  they  do  not  receive  skilled  attention  and 
their  reliability  is  fully  proved. 

This  special  engine  is  designed  with  reference  to  its  operation 
with  the  least  possible  attention  and  about  all  that  it  requires  are 
fuel,  lubricating  oil,  and  a  spark  for  ignition.  It  will  operate  con- 
tinuously and  steadily  without  further  attention,  requiring,  in  fact, 
less  care  than  an  ordinary  kitchen  stove.  The  dynamo  is  entirely 
automatic  in  its  operation  and  generally  runs  better  by  being  left 
alone.  Fill  the  jars  with  distilled  water  once  a  week  and  do  not 
allow  the  battery  to  stand  in  a  low  state  of  charge. 

The  following  instructions  for  connecting  up  a  low  voltage  light- 
ing plant,  such  as  the  above,  with  the  switchboard,  will  be  found 
of  value: 

The  right-hand  wire  coming  through  the  dynamo  frame  is  positive;  the  left- 
hand  wire  is  negative;  the  middle  wire  is  the  field  wire. 

The  dark  brown  plate  of  the  battery  (with  buttons)  is  positive;  the  gray 
plate  (with  perforated  screen)  is  negative. 

Mount  the  d3mamo  rheostat  on  the  front  of  the  board  and  attach  the  wire 
that  runs  from  the  positive  pole  of  the  dynamo  switch  to  one  of  the  terminals. 

Looking  at  the  back  of  the  switchboard,  connect  the  right-hand,  or  positive, 
wire  from  the  dynamo  to  the  right-hand  upper  terminal  of  the  dynamo  switch; 
connect  the  left-hand,  or  negative,  wire  to  the  left-hand  upper  terminal  of  the 
dynamo  switch.  Run  the  field  wire  up  the  back  of  the  board  and  through  the 
hole  in  the  panel  to  the  other  terminal  of  the  rheostat. 

Connect  the  positive  plate  of  one-half  of  the  battery  to  the  right-hand 
middle  terminal  of  one  battery  switch  and  the  negative  plate  of  the  same  half  to 
the  left-hand  middle  terminal;  and  connect  the  second  half  of  the  battery  to  the 
other  battery  switch  in  the  same  way. 
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Connect  the  lamps  to  the  right-hand  middle  terminal  ot  the  dynamo  switch 
and  to  the  left-hand  upper  terminal  of  the  left-hand  battery  switch. 

Mount  voltmeter  on  front  of  board  and  attach  wires  to  the  little  screws  on 
ammeter  shunt,  finding  the  proper  direction  by  teat  after  etarting  the  dynamo. 

Put  the  ampere  fuses  in  the  top  and  bottom  of  the  dynamo  switch. 

To  test  the  polarity  of  any  low  voltage  dynamo,  battery,  or  circuit,  put  the 
terminal  wires  in  a  glass  of  water,  holding  them  carefully  not  less  than  one  inch 
apart  to  avoid  short  circuit,  and  add  a  httle  salt  or  a  few  drops  of  electrolyte 
from  the  battery  to  the  water.    Bubbleaof  gas  will  arise  from  the  neKative  pole. 


THE  LARGE  PLANT 

Location.     In  General.     For  large  isolated  plants  the  problem 
usually  presenting  itself  is  a  peculiar  one.     Instead  of  the  interior 
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space  for  the  equipment  determining  the  dimensions  of  the  plant,  it 
is  the  dimensions  that  are  fixed  and  any  available  rooms  are  used 
for  the  plant  and  planned  accordingly.  The  engines  and  generators, 
of  course,  take  up  the  majority  of  the  space  and  are  best  arranged 
in  one  large  room.  The  boiler  room  is  usually  separate  and  con- 
tains the  pumps  and  bins  for  coal  and  ashes.  The  illustration.  Fig,  12, 
is  of  a  direct-connected  engine  and  generator — a  very   compact 
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unit.  SuflScient  allowance  should  be  made  for  the  future  increase 
of  load  in  the  size  of  the  engines,  boilers,  and  countershaft. 

Generators,  It  is  not  necessary  when  adding  new  generators  as 
they  are  required,  to  have  them  parallel  with  the  machine  already 
installed.  They  may  be  put  in  in  any  position  where  they  w  ill  not 
take  up  too  much  space.  It  is  also  very  convenient  to  have  a  store- 
room to  be  used  as  a  place  for  various  supplies,  tools,  and  appliances 
that  will  be  needed  in  the  operation  of  the  station.  These  miiy  be 
kept  under  lock  and  key  in  order  to  prevent  daily  waste  and  loss 
resulting  from  carelessness. 

Prime  Mover.  The  relative  positions  of  the  boilers,  engine,  and 
generators  in  a  plant  of  this  kind  should  always  be  arranged  so  that 
the  steam  piping  connecting  the  boilers  and  engines  does  not  pass 
over  the  generators  or  over  any  of  the  apparatus  in  the  station  that 
would  be  seriously  affected  by  water  occasionally  dripping  from  the 
pipes.  The  generators  should  be  located  so  there  is  sufficient  space 
between  them  to  allow  for  cleaning  and  repairing.  They  should  not 
be  placed  close  to  windows  or  other  openings  where  rain  might  come 
through,  as  it  is  very  important  that  they  be  kept  as  dry  as  possible. 

Switchboard.  The  switchboard  should  be  mounted  against  the 
wall  near  the  door  leading  from  the  engine  room  into  the  boiler 
room.  The  advantages  of  a  switchboard  located  in  this  way  are 
that  the  operator  can  obtain  an  unobstructed  view  of  each  indi- 
vidual machine  and  in  consequence  has  a  much  bctt(T  control  over 
all  of  them.  Furthermore,  while  engaged  at  work  on  the  engines 
and  generators,  he  can  see  the  measuring  instruments  on  the  switch- 
board and  get  a  fairly  good  approximate  reading.  In  case  of  emer- 
gency, it  is  sometimes  necessary  for  the  engineer  in  charge  to  be  as 
nearly  as  possible  in  several  places  at  the  same  time  in  order  to  avoid 
an  accident.  By  locating  closely  together  all  controlling  devices 
and  having  no  moving  belts  or  pulleys  between  them,  the  possibility 
of  accident  will  be  greatly  decreased. 

Engine  Speed,  In  lighting  plants  where  electricity  is  used,  the 
^  speed  of  the  engine  has  a  decided  etl'ect  ui)on  the  c(»t  of  the  electric 

generator.  The  higher  the  steam  consumption  of  the  engine,  the 
larger  the  boiler  plant  re([uired  to  furni>h  steam.  The  cost  of  the* 
steam  piping  is  also  increased  with  an  engine  consuming  relatively 
large  amounts  of  steam.     In  order  to  fix  upon  the  cheapest  unit  for 
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a  particular  case,  it  is  necessary  to  consider  the  following  elements: 

(1)  The  first  cost  of  the  engine, 

(2)  The  cost  of  foundations, 

(3)  The  cost  of  building, 

(4)  The  cost  of  space  or  buildings  required  to  house  the  engine, 

(5)  The  efficiency  of  the  engine, 

(6)  The  cost  of  boilers, 

(7)  The  cost  of  coal  per  ton, 

(8)  The  cost  of  maintenance  and  repairs. 

If  all  of  these  elements  are  considered  and  the  total  fixed  cost 
involved  in  the  selection  of  a  particular  type  is  carefully  estimated, 
and  to  this  is  added  the  capitalized  operating  cost  including  fuel, 
oil,  repairs,  etc.,  it  will  be  frequently  found  that  the  engine  of  lower 
efficiency  will  produce  cheaper  power  than  the  engine  of  higher 
efficiency,  and  this  is  particularly  true  where  the  cost  of  fuel  is  low. 

Engine  Type.  No  arbitrary  rules  can  be  laid  down  to  deter- 
mine the  choice  of  the  proper  type  of  engine.  Each  particular 
installation  requires  individual  study.  The  point  to  be  emphasized 
is  that  investment  efficiency  rather  than  steam  efficiency  is  the 
prime  consideration.  The  selection  and  setting  of  the  boilers,  the 
design  of  the  steam  piping,  the  utilization  of  the  waste  gases,  are 
all  equally  as  important  as  the  installation  of  the  engine.  It  is  here 
that  the  engineer  assumes  the  responsibility  for  efficiency.  The 
engines  as  a  rule  are  designed  by  the  builders  for  given  capacities 
and  can  usually  be  relied  upon  to  fulfill  their  guarantees. 

Where  steam  heating  is  required,  electric  power  may  be  gener- 
ated as  a  by-^product  of  the  heating  plant  at  a  cost  of  less  than 
2  cents  per  kilowatt-hour  in  the  majority  of  cases.  The  isolated  plant 
with  exhaust  steam  heating  must  be  considered  as  a  separate  problem 
because  of  the  wide  variation  in  load,  cost  of  coal,  water,  labor,  and 
amount  of  exhaust  steam  heating. 

Coviparwon  mth  Big  Central  Station.  An  interesting  question 
and  one  which  often  arises  is  why  the  central  station  in  which  maxi- 
mum economy  is  obtained  by  cutting  down  all  losses,  generating  in 
large  units,  operating  condensing,  etc.,  cannot  generate  power  at  a 
far  less  cost  than  the  isolated  plant  with  its  small  capacity  and 
efficiency.  The  answer  to  this  is  that  the  central  station  can  produce 
power  at  its  own  switchboard  for  a  cost,  including  both  operating  and 
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1!) 


fixed  charges,  of  one  cent  per  kilowatt-hour,  but  this  is  only  a  part 
of  the  total  cost  to  the  cojisumer,  since  it  is  necessary  to  hft\'e  an 
elaborate  and  expensj\'c  transmission  and  distributing  system  of 
copper  cable,  feeder,  su!i-station,  etc.,  in  order  to  deliver  the  power. 
The  power  house  fiirnisties  electricity  to  the  distributii^  system, 
which  acts  as  a  carrier  and  which  must  pay  interest,  depreciation, 
franchise,  and  maintenance  chaises,  just  as  must  a  nulroad,and  as 
with  a  railroad  there  is  a  natural  tendency  towards  rate  discrimi- 
nation, so  it  is  the  favored  customer  who  obtains  power  at  a  reason- 
able charge  while  the  other  man  bears  the  burden. 
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REVIEW   QUESTIONS 


OI7     THB     SI7BJB20T     OW 


DIRECT  -  CURRENT   MOTORS 


1.  State  briefly  the  fundamental  principle  of  the  motor. 

2.  What  is  meant  by  the  torqiLe  of  a  motor?  How  is  it  related 
to  the  power?  If  the  field  and  armature  current  are  constant,  how 
is  the  torque  related  to  the  speed? 

3.  If  the  output  of  a  motor  is  60  horse-power,  and  the  arma- 
ture makes  490  revolutions  per  minute,  what  is  the  torque? 

4.  If  the  pulley  of  the  motor  in  the  preceding  question  is  22 
inches  in  diameter,  what  is  the  eflFective  pull  upon  the  belt? 

5.  What  is  the  conmiercial  efficiency  of  a  500-volt  motor 
which  takes  120  amperes  and  delivers  71 .6  horse-power? 

6.  What  is  meant  by  the  counter-electromotive  force  of  a 
motor?    What  relation  does  it  bear  to  the  efficiency? 

7.  The  current  in  the  armature  of  a  shunt  motor  is  $0  amperes ; 
and  the  E.M.F.  at  the  brushes,  240  volts.  If  the  armature  resistance 
is  0.38  ohm,  what  is  the  counter-E.M.F.? 

8.  Upon  what  does  the  speed  of  a  motor  depend? 

9.  Explain  briefly  the  different  methods  used  to  vary  the 
speed  of  shunt  motors. 

10.  What  disadvantages  are  there  in  controlling  the  speed  of  a 
shunt  motor  by  a  rheostat  in  the  armature  circuit? 

11.  A  230-volt  shunt  motor  takes  55  amperes  at  full  load,  the 
speed  being  760  revolutions  per  minute.  What  resistance  must  be 
inserted  into  the  armature  circuit  to  give  half  the  full-load  torque 
at  two-thirds  speed?  How  many  watts  are  lost  in  this  resistance 
under  these  conditions? 

12.  A  shunt  generator  is  to  be  used  as  a  ::iiotor.  What  changes 
are  necessary?  Should  the  brushes  be  shifted,  and,  if  so,  to  what 
point? 
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OI7     THB     SOBJHOT     Of" 

MANAGEMENT    OF    DYNAMO-ELECTRIC 

MACHINERY 

PART  I 


1.  What  items  are  to  be  considered  in  selecting  a  machine? 

2.  What  means  are  applied  for  connecting  the  engine,  or 
other  prime  movers,  with  the  generator? 

3.  State  the  formula  for  determining  the  approximate 
width  of  a  single  belt  required  to  transmit  a  given  horsepower. 

4.  What  are  the  advantages  of  rope  driving? 

5.  What  is  the  usual  speed  of  shafting  employed  in  textile 
mills? 

6.  Give  diagram  for  connecting  shunt  type  of  direct-current 
generator. 

7.  Explain  how  to  run  two  compound-wound  generators  in 
parallel. 

8.  What  is  the  chief  difference  in  appearance  of  a  syn- 
chronous converter  as  compared  with  a  direct-current  generator? 

9.  Considering  a  six-phase  rotary  converter,  the  alternating 
current  across  phases  1  and  2  is  1000  volts.  What  is  the  direct 
current? 

10.  Give  wiring  connection  for  two  direct-current  generators 
on  a  three-wire  system. 

11.  How  is  the  speed  control  of  a  shunt  motor  obtained? 

12.  What  is  a  differentially-wound  motor? 

13.  Considering  a  three-phase  generator  Y  connected,  what 
is  the  value  of  the  line  current  in  comparison  with  the  current  per 
phase? 

14.  How  is  the  direction  of  rotation  of  induction  motors 
reversed? 

15.  Give  the  characteristics  of  repulsion  induction  motors. 
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Olf    TBB    SI7BJSOT    OF 

MANAGEMENT    OF    DYNAMO-ELiECTRIO 

MACHINERY 

PART  II 


1.  How  can  the  friction  of  the  bearings  and  brushes  be 
roughly  tested? 

2.  Which  is  the  most  accurate  way  to  determine  the  tem- 
perature rise  in  electrical  apparatus? 

3.  How  is  the  balance  tested  on  small  and  medium-sized 
machines? 

4.  What  is  the  safe-carrying  capacity  of  #5  B  ife  S  rubber 
msalated  copper  wire? 

5.  Make  a  sketch  of  an  enclosed  fuse. 

6.  Describe  the  fall-of-potential  method  for  locating  faults. 

7.  Describe  the  voltmeter  test  for  insulation  resistance. 

8.  For  what  reasons  are  water-box  resistances  used? 

9.  What  is  a  tachometer? 

10.  Calculate  the  torque  of  a  machine,  the  horsepower  of 
which  equals  50  and  its  speed  is  550  revolutions  per  minute  at  full 
load. 

11.  According  to  what  formula  can  the  mechanical  power  of 
a  generator  or  motor  be  calculated? 

12.  Give  an  expression  for  the  efficiency  of  a  generator  and 
for  the  efficiency  of  a  motor. 

13.  In  which  cases  are  instrument  transformers  employed. 

14.  Which  is  the  most  common  trouble  encountered  with 
dynamo-electric  machinery? 

15.  To  what  is  the  humming  noise  in  an  alternator  due? 

16.  What  are  the  general  causes  for  a  motor  to  stop  or  tc 
fail  to  start? 
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Olf  VBja  SUBJBOT   OB" 


ELECTRIC   LIGHTING 


1.  Into   what   different   types   are   electric   lamps   usually 
divided? 

2.  Define  the  term  efficiency  of  an  incandescent  lamp. 

3.  Give  a  short  description  of  the  preparation  of  the  filament 
in  incandescent  lamps. 

4.  Describe  the  nitrogen-filled  type  of  incandescent  lamp. 

5.  What  shows  the  distribution  ciu-ve  of  a  lamp? 

6.  What  are  the  advantages  of  the  quartz  mercury-vapor 
lamp? 

7.  Explain  the  principles  of  the  electric  arc. 

8.  Draw  a  sketch  of  the  series  mechanism  for  direct-current 
arc  laipps. 

9.  Enumerate  the  different  types  of  arc  lamps. 

10.  What  is  the  voltage  required  of  a  direct-ciu'rent  arc 
open  type? 

11.  Make  diagram  of  connections  for  luminous  arc  lamp. 

12.  How  may  the  systems  of  power  distribution  be  divided 
in  connection  with  electric  lamps? 

13.  Draw  a  diagram  of  an  anti-parallel  feeding  system. 

14.  Define  illumination. 

15.  What  is  the  unit  of  illumination  and  its  value? 

16.  What  is  understood  by  intrinsic  brightness? 

17.  What  is  the  relative  reflecting  power  of  yellow  wall  paper? 

18.  Calculate  the  approximate  illumination  at  the  center 
of  a  plane  3  feet  above  the  floor  in  a  room  18  feet  square  and  12 
feet  high,  the  room  to  be  lighted  by  four  16  candle-power  lamps 
placed  one  at  the  center  of  each  side  wall  10  feet  above  the  floor; 
the  coefficient  of  reflection  of  the  wall  to  be  taken  as  60  per  cent. 


416 


INDEX 


INDEX 


Tbt  pagt  numbers  of  Aia  volume  trill  be  found  al  the  boUan  <ff  the  pagea; 
the  numbers  at  the  lop  r^er  only  to  the  aeetion. 


^A!l-d.iy  efficiency 

Altprriating-current  area  i 

Altcniating-ciurent  generators  1 

AlUrnatii^'CuiTeDt  motors  1 

polar-wound  type  1 

rp-iiulBion  induction  motor  1 

elip-ring  type  1 

winirrel-cage  type  1 

B>-nchronouB  motors  ] 

AltiTnatoTB  in  parallel  1 

Amyl  acetate  lamp  S 

Appi'ndix  1 

Arc  kmpa,  comparison  of  3 

Arc  liijht  photometry  3 

flicker  photometer  3 

illuminometer  3 

nii'thod  used  3 

Amiature  reaction,  effect  of  on  speed 

A.sscinbUns  machine  I 

Automatic  release 

Automobile  motors 


BallMt 
Bartov's  wheel 

Belting 

Bremtr  flaming  arc  lamp 


Carbon  filament  lamps  ! 

carbon  type,  ordinary  ! 

efficiency  S 

manufactuio  S 

voltage  and  candle-power  ! 

gem  metallized  filamenttype  ! 

nature  of  improvement  S 

preparation  of  filament  £ 

Carbons,  preparation  of  ! 

Carcel  lamp  3 

Cement  planta  ] 

applications  ] 

type  of  drive  1 

Circuit  breakers  S 

Commutation-pole  motors  I 

Compound  motors 

Connections  of  machine  1 

alternating-current  generators  1 

alternating-current  motors  ] 
direct-current    constant-potential 

motors  I 

direct-current  generators  1 

synchronous  converters  1 

three-wire  system  1 
Counter  e.m.f.,    effect  of    on   effi- 
ciency 
Counter  e.  m.  f .  of  motor 


Curhtin  arc  lamps  \ 

flitming  and  luminous  arc  types       '. 

oiva    and    enclosed  arc    types, 

ordinary  '. 

Cu.rbo[i  feed  mechanisms  '. 

iliflerential  '. 

shunt  • 


Decorative  shades 
Direct-current  area 
Direct-current    generators,     coi 

commutating-pole  generators 
compound  type 
direct-current  generators  in 
allel 


Illuminatioci 

shades  and  reflectors 
street  lighting 
trmn  ligbtJng 


Isolated  lighting  plants 

electrical  conveniences  on  farm 
in  fanning  and  scattered  suburban 

districta 
large  plant 


llluminomcter 

389 

power  house 

Incnii'leaeont  clusters 

346 

small  plant 

385 

standard  plant 

apparatus 

385 

L 

Rousseau  diagram 

388 

Large  plant 

location 

of 

386 

Laundry  work 

Incandescent  lamps 

266 

carbon  filament  lamps 

267 

Lever  switches 

distribution  curves 

284 

Light  Btandarda 

historical 

266 

amyl  acetate  lamp 

metallic  filament  lamps 

273 

Care  si  lamp 

special  vapor  lamps 

287 

English  candle 

Incandescent  street  lighter 

367 

German  candle 

Individual  and  group  drive 

77 

pentane  lamp 

Inspection  and  testing  machine 

195 

working  standards 

electrical  tests 

198 

Luminous  arc 308, 

current 

217 

dielectric  strength  teats 

215 

efficiency 

224 

M 

ek^ctrical  resistance 

208 

Machine 

insulation 

212 

erection    of      (see    Erection    of 

metaUic 

209 

machine) 

power 

223 

protective  apparatus 

201 

tion  and  testing) 

speed 

219 

operation   of    (see   Operation    of 

torque 

221 

machine) 

voltage 

216 

selection    of    (see    Selection    of 

wiring 

198 

machine) 

mechanii^al  tests 

195 

adjustment 

195 

tions  of  machine) 

balance 

196 

Magnetite  electrodes,  nature  of 

friction 

195 

Magneto  motors 

heating 

197 

noise 

197 

machinery                123, 

Instrument  transformers 

231 

erection 

Insulation  reiustance 

212 

mechanical  teste 

direct-deflection  method 

212 

operation 

magneto-electric  bell 

214 

selection  of  machine 

voltmeter  method 

213 

troubles,  localization  and  remedy 

Integral! iig  photomot.'ra 

382 

of 

lnterchiiT)K('able  arcs 

303 

typical  wiring  connections 

A 


INDEX 


Page 
Matthews  photometer  382 

Mean  spherical  candle-power  286 

Mechanical  power  223 

Mercury  vapor  lamp  287 

applications  290 

forming  mercury  vapor  289 

operating  principles  287 

Metal  reflectors  365 

Metal-working  machinery  69 

methods  of  driving  69 

motor  applications  73 

power  required  for  electric  drives    72 
Metallic  filament  lamps  273 

miscellaneous  types  280 

nitrogen-filled  type  278 

tantalum  type  273 

tungsten  vacuum  type  274 

Metallic  resistance,  testing  209 

drop,  or  fall-of  potential,  method    210 

Wheatstone  bridge  method 
Mining  industry 

applications 
Moore  tube  hght 
Motor  advantages 

ease  of  making  measurements  and 
records 

economy 

facility  of  control 

flexibihty  of  size   and   operation 
requirements 

increase  of  production 

miscellaneous 

reliabiUty  of  service 
Motor  apphcations 
Motor  design 

electrical  points  of 

mechanical  points  of 


209 
102 
104 
292 
67 

68 
67 
67 


68 
68 
68 
68 
73,  79,  84,  91 

63 
62 


Motor-driven  industrial  machinery  67-121 
appendix  116 

cement  plants  100 

domestic  114 

engineering  113 

flour  mills  and  elevators  95 

generating    electrical    energy    in 

large  stations  67 

horsepower,  method  of  estimating  119 
laundry  work  84 

NoU. — For  page  numbers  see  foot  of  pages. 


Page 
Motor-driven  industrial  machinery 

metal-working  machinery  69 

mining  industry  102 

motor  advantages  67 

printing  plants  82 

pulp  mills,  power  of  86 

shoe  and  leather  industry  87 

textile  mills  97 

woodworking  machinery  77 

Motor  equation,  fundamental  16 
Motors 

armature  reaction  in  26 

choice  of  77 

classes  of  29 

current  required  by  21 

operation  of  42 

automatic  starters  46 

reversing    direction    of  rota^ 

tion  43,  161 

reversing  starters  47 

to  start  42 

to  stop  33 

types  86 


N 


Neon  tube  light 
Nemst  lamp 

ballast 

glower 

heater 


294 
281 
282 
281 
281 


O 


Oil  switches  203 

Opal  enclosing  globes  370 

Open  and  enclosed  carbon  arc  lamps  295 

carbon  feed  mechanisms  298 

electric  arc,  principles  of  295 

types  300 

Operation  of  machine  191 

directions  for  running  generators 

and  motors  191 

personal  safety  192 

stopping  generators  and  motors  193 

Overload  release  31,  142 


422 


INDEX 


Page 

Page 

p 

Resistance 

34 

Pentane  lamp 

373 

Rheostat 

54 

Photometers 

374 

Rope  driving 

133 

basic  principle  of 

374 

Rousseau  diagram 

388 

Integrating 

382 

S 

Lummer-Brodhun 

375 

portable 

380 

Selection  of  machine 

123 

Weber 

379 

attention 

123 

Photometry 

370 

capacity 

124 

arc  light  photometry 

388 

construction 

123 

Incandescent  lamp  photometry 

385 

cost 

124 

light  standards 

372 

finish 

123 

photometers 

374 

form 

124 

*            Portable  photometers 

380 

handling 

124 

Power  distribution 

314 

regulation 

124 

multiple  or  parallel  systems 

319 

simplicity 

123 

multiple-series  or  series-multipU 

Ik 

Series  motors 

52 

systems 

318 

automobile  motors 

56 

multiple-wire  systems 

320 

direction  of  rotation 

52 

series  system 

314 

railway  motors 

56 

Power  house 

402 

speed  control  of 

54 

design  and  equipment 

402 

speed  and  torque  curves 

52 

Priutmg  plants 

82 

starting  rheostat 

54 

motor  applications 

84 

varying   e.m.f.   at  armature  ter- 

motors 

82 

minals 

54 

Prony  brake 

221 

Shades  and  reflectors 

361 

Public  hall,  office,  etc.,  lighting 

331 

decorative  shades 

366 

illumination,  calculating 

333 

frosted  globes 

364 

1                    illumination  for  different  locations  336 

holophane  globes 

364 

^           .         lights,  location  of 

331 

incandescent  street  lighting 

367 

1              Pulp  miUs,  power  for 

86 

for    indirect    and    semi-indirect 

1                   applications 

87 

lighting 

367 

1                  motor  types 

86 

metal  reflectors 

365 

1 

opal  enclosing  globes 

370 

1                                           R 

Shafting 

135 

BB;                                                                                                                                                                                                                                        JLW 

Shoe  and  leather  industry 

87 

K            Railway  motors 

55 

motor  applications 

91 

■             Reflectors    for    indirect    and    semi 

- 

type  of  drive 

88 

■                                   indirect  lighting 

367 

Shunt  motors 

20 

B             Refrigeration  plant 

398 

automatic  release 

38 

B             Residence  lighting 

323 

direction  of  rotation  of 

33 

1                  illumination 

effect  of  armature  reaction  on  speed  22 

1                        calculation  of 

324 

electrical  connections  of 

37 

B                       plan  of 

323 

overload  release 

41 

I                  lamps,  types  of 

323 

speed  control  of 

47 

1                  lighting  arrangement 

327 

combination  methods 

52 

■                  rules  for  good  illumination 

330 

control  by  varying  line  e. 

m.f.    52 

NcU, — For  page  numbers  see  foot  of  pagea. 


423 


INDEX 


Troubles,  localization  and  remedy 

d3mamo  fails  to  generate 

heating  of  armature 

heating  of  bearings 

heating      of      commutator 
brushes 

heating  of  field  magnets 

motor  stops  or  fails  to  start 

noisy  operation 

sparking  at  commutator 

speed  not  right 

voltage  of  generator  not  right 
Tube  lighting 
Tungsten  vacuum  lamp 


Page 
of  232 
258 
243 
246 
and 
242 
245 
254 
249 
234 
252 
261 
292 
274 


Vapor  lamps,  special 

quartz  mercury  vapor  lamp 
standard  mercury  vapor  lamp 

N«ie, — For  page  number$  $ee  fool  of  pages. 


287 
291 
287 


Vapor  lamps,  special 

tube  lighting 
Variable-speed  compound  motors 

W 


Page 

292 
57 


Weber  photometer  379 

Wiredrawn  filaments  275 

Wiring  198 

concealed  198 

exposed  198 

safe-carrying  capacities  of  copper 

wire  200 

size  of  conductors  199 

Wiring  connections  40 

Woodworking  machinery  77 

advantages  of  electric  drive  77 

choice  of  motor  77 

individual  and  group  drive  77 

motor  applications  79 

power  required  78 


425 


